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Back and forth fire 
travel over corru- 
gated surfaces like 
this ~~~ is a talk- 
ing point that will 
help you sell more 
heating jobs at a 


greater profit! That 
is only one reason 


why Weil-McLain 


Boilers are an asset 
to your business 


, tJ 
up wil - in 
fine Weil-Mc Lal # 
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“Domestic Engineering’ Quarterly Index 
Vol. CX V—April 3 to June 26, 1926 


This is the sixty-sixth index of “Domestic Engineering,” an index for each quarter appearing at the end of 
that quarter. We ask our readers to note the value of this index for reference, calling special attention to the 
separate classifications of the departments of “Advertising Editorials,’ and “Business Building Articles,” both of 


which contain many valuable ideas along the line of trade extension. 
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Spring’s almost here, the tail end of winter 
Is on Its way; soon the trees and flowers will 
be in bloom and everybody will be happy. 


Mr. Garage Owner, who experienced a 
frozen hydrant or closet in the past winter is 
especially pleased at the arrival of warm 
weather, He does not want another such 
experience. 


The VQGEL Plumber is pleased because he 
will immediately go after the Garage Owners 
while the cold weather misfortunes are still 
fresh in mind. 


He will install a VQGEL I'rost Proof Hydrant 
or closet and everybody will be happy the 
cold weather will be no longer a source of 
worry as far as the garage is concerned and 
Mr. YVQGEL Plumber will be happy because he 
has earned a profit and won a friend —one who 
will remember him when other plumbing 
fixtures are needed. 


Our 
‘) ( alalog 
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Jos. A. Vogel Co. 


Wilmington, Del. St. Louis, Mo. 
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Chaco Boiler 
Liquid 
Repairs leaky 
steam and hot 


KK 
Cleans closets withe 
out scrubbing. 
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Ok Demand isThere 


why not meet it ? 


Drain troubles are no more where DESOLVO is used! Now 
the housewife can secure a handy, convenient form of elimin- 


ating the annoyance of clogged drains with their dangers to 
health, thanks to DESOLVO! 


™N 








Sittin - ’ See et wee ae 


{ 
j 
tl 
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Ask any successful dealer —and he'll tell you there is real 
profit in this increasingly popular product! 


Stock DESOLVO— then let them know you have it— and 
the profit is sure to come! 


THE CHAMBERLAIN CO. 


Terminal Way, S.S. PITTSBURGH, PA. 


Desor VO is a scientific prep- 
aration. It has been used for years 
to clear drain obstructions and 


thaw frozen pipes. Now is 
the time to push it! Get our interesting 


proposition 








or order 
from your jobber di 
aS 
’ 


epee rect. We back you 
* ~= * . Tage ———— ~_ up with free window 
Se ar ee Wb, ar. Worwetes | display! Write now! 
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Use this booklet to get new business 


Here’s an attractive" puller,” in six colors, 
that will help to bring new business. 
We'll send you the desired quantity 
with your name and address imprinted. 


Order your supply today 


They are sent without charge 


COPPER && BRASS 


RESEARCH ASSOCIATION 
25 Broadway — New York 
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Make Your Business as 
Steady as the Grocer’s 


This double franchise means big year ’round sales 


Dealers who hold the double franchise for the Combustion 
Fuel Oil Burner and the Milwaukee Air Power Water 
System (direct-from-well) know no quiet season. In- 
stead they enjoy big year ’round sales—as steady as the 
grocer’s volume. 


Here’s why: The Combustion is in big demand for do- 
mestic as well as industrial uses—two big outlets instead 
of the customary one with an oil burner. The Combus- 
tion is backed by 6 years of outstanding success. There 
are thousands in use from coast to coast. Possesses im- 
portant, exclusive features that make a strong sales appeal. 
It is unquestionably one of the easiest oil burners to sell. 


The quiet oil burner months are the big months for the 
Milwaukee Air Power Water System. This is a quality 
water system, far advanced. Provides complete water 
service—water from well, spring, lake, cistern. No water 
storage tank. Water comes direct. System is simple, 
compact, completely automatic, absolutely dependable. 
It is known the country over and is first choice of those 
who want the best. 


These two time-tried leaders mean a busy month every 
month, real profits the year ’round. Put your business 
on this sound basis now. Start with the Combustion Fuel 
Oil Burner and Milwaukee Air Power Water System. 
Write today for complete facts. 

“See our exhibit at Booths 51 and 52 American Oil 


Burner Ass’n. Convention, Detroit, April 6-7-8'’. 


COMBUSTION FUEL OIL BURNER CO., 6 Keefe Ave., Milwaukee, Wis. 
Subsidiary of Milwaukee Air Power Pump Co 


Combustt 
fie Combustion 











J 








nN 


- No complicated clock 


. Listed as Standard by 


XQ 


Fifteen Outstanding 
Sales Features 


The only truly automatic system 
burning genuine fuel oil Suitable 
or domestic or industrial use 
Nozzle type —the same principle used 
in steel mills and by U. S. Navy for 
many years Insures perfect atom 
ization and combustion. 


Thou 
country 
oil 


Manufactured since 1919. 
sands in use all over the 
The most dependable, safest 
burner 


- Quiet in operation 


No smoke, dirs or odor No labor 


required 


. 85 fewer parts than any other com- 


pletely automatic oil burner; only 
one moving part, motor driven air 
pump. 


Automatically self-lubricating 


mechanism, 
gears, cams, levers, rods or drip cans, 
No alteration to boiler or furnace 
required. 


Flooding with oil is impossible. Per- 
ect control of fuel; flows only when 
needed. 


. Oil flow is governed by air or pump 


pressure. Stops when motor stops. 


Per- 
im- 


Very low pressure is required 
fect control, high pressure 
possible. 


Built with pump unit or with serv- 
ice tank. 

Tank, motor and pump can be in- 
stalled in any convenient part of 
basement. Gas or electric ignition, 
economizer provided on all gas fired 
units. 


All pipes are small and may be in- 
stalled under the concrete floor. 
ob- 


Maximum efficiency 


tained. 


heating 


the Under- 


writers’ Laboratories 





A 











Installation of Combustion Fuel Oil Burner, Pump Type Unit 
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The PREMIER The KEYSTONE 
For those who want “the r A good water heater just 


best’ water heater. No 2, 
23-gallon capacity for 
average homes 


retail f.o 


*125 


b. factory at 





REG US 


is pri ed 


°70 





Your customers want 


water “kept hot as in a Thermos” 


Every advertisement for Crane water heaters your customers, who see the advertisement in 
in the Literary Digest and Cosmopolitan mag- the magazines, want water “kept hot as in a 


azines does two things for you: first, it defi- thermos.’ 


> 


Naturally, the additional effect of 


nitely sells some one of the superiorities of the otherCrane national advertising is to make 
Crane automatic, insulated, storage, gas water _ prospects more favorably inclined toward water 
heaters; second, it directs buyers to go to _ heaters bearing this seventy-one yearold name. 


you, their “responsible plumber.” 


The Crane line is complete in type and sizes 


The illustration above, for example, ina flash _ foralldemands. Crane advertising makes them 
makes the point that Crane water heaters are _ sell faster. Crane service reduces your re- 
insulated, storage types. Thatiswhywesaythat quired floor stock to samples only. 


CR 


ldress all inquiries ¢ Crane (o., Chicago 
GENERAL OFFICES: CRANE BUILDING, 836 S. MICHIGAN AVENUE, CHICAGO 
Branches and Sales Offi n One Hundred and F 


ifty-five Cities 


National Exhibit Rooms: Chicago, New York, Atlantic City, San Fra and M cal 
Works: Chicago, Br dgeport, Birmingham, Chattan 2, Trenton, Morxtreal and St. J hns, Que. 
CRANE EXPORT CORPORATION: NEW YORK, SAN FRANCISCO, MEXICO CIT’ {[ANGHAI 
CRANE LIMITED: CRANE B DING, 386 BEAVER HALL SQUARE, MONTREAL 


CRANE-BENNETT, LONDON 


: PARIS, BRUSSEI 


CIE CRANI 








CRANE VALVES 





reduced from $90. No. 
2-20, 20-gallon capacity 
for average homes, re- 


tails f. 0. b. factory at 
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Standard Eguipment on all these Boilers 














Abendroth Coatesville Heggie-Simplex Kewanee Otis-Sawyer- Ross 

Ames Congress Imperial L-O Economy Senate 
Birchfield Fitzgibbons- International N Pierce-Pebco Standard 
B-Line Ontario Economy jovelty Putnam Star 
Burnham Floral City Keysco National Richardson Thatcher 
Coil Freed Keystone Oil City Richmond West Coast 
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No. 22 Sylphon Damper 
Regulator for low pres 
sure steam boilers 
























No. 924 Sylphon Steam 
Damper Regulator, ex 
tra sensitive type 


phe? sv eam scan 
gf, Damper Regulators 












The well known Sylphon bellows (used fuel consumption, and no needless man- 
as the diaphragm in Sylphon Regulators) ual adjustments of drafts. 
with its everlasting sensitiveness and Sylphon Damper Regulators outlast 
positive action, opens and closes the the boiler itself. They can be installed on 
draft dampers in continuous and pro- any make of boiler, of course. 

rtionate response to slight chan in ae 
= * a _* When you insist on Sylphon Regula- 
steam pressure. There is no intermittent . Laeeetl 

“em aston, atth cumtiion ten in tors for every boiler you install you 
+ “iis . =; guarantee heating satisfaction for your 
regulation behind pressure changes. li 
chents. 
The results are uniform heating, low Let us send you Bulletin KDR-5. 











a a wd \] 
of times- 





Breakdown, so common with 
the ordinary type of thermo- 
stat is eliminated, for neither 
years of constant use nor the 
powerful action of steam 
weaken the Sylphon bellows. 


Every genuine Sylphon bel- “i 
lows is drawn and formed 

seamless from a flat sheet of der fi 
specially prepared metal, with - az 
folds or corrugations formed 
to provide the _ {greatest 
strength and flexibility. 










































ORIGINATORS AND PATENTEES OF THE SYLPHON BELLOWS 


Sales Offices in: NEW YORK, CHICAGO, DETROIT, oe PHILADELPHIA 
and all other principal cities in the U.S.A 


European Representatives: Crosby Valve & Engineering Co., Ltd., 41-42 Foley Street, London, W. 1, England 
Canadian Representatives; Darling Bros., Ltd., 120 Prince Street, Montreal, Canada. 
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The Wayside Inn — 


e 
P Ooneer built by the country’s pioneers. 


The No. 34 Mills Boiler 
Products which heats the Wayside Inn— 
built by pioneers of the boiler industry. 


up Wayside Inn at Sudbury, Mass., (now owned — definitely how to manufacture efficient boilers 
by Henry Ford) was built in the days before — boilers with enough Fire Surface and fairly Rated. 















the revolution. It has been immortalized in Long- . :; : ; , 

fell o " os ia " - “ee ia And in the final analysis, that 1s the secret of 
OW Ss ywocms an 1s amous as ( ace ere . . : ° 

; | : I the ethciency and economy of H. B. Smith Boilers 


many distinguished men have stopped, among them anger . 
\ iat : today-—they have plenty of Fire Surface and are 
being Washington and Lafayette. This famous old : 
properly Rated. 


Inn is today heated by an H. B. Smith Boiler. 








' , To help architects and -atl -ontractor 
It seems fitting that one of the oldest inns in o help architects and heating con siesta 
\ st a Read d batl le by the  aeeuaint their clients with the economical necessity 
merica snou ) wa Va wer Made ) e . 7+ ° ° 

ae ee for a fairly rated boiler we have recently issued a 










oldest boiler manufacturer in America. :2-page booklet, “The Truth about Boiler Ratings.” 

The H. B. Smith Company started to manu- This booklet contains such a simple, common- 
facture boilers back in the days when scientihe sense explanation of this phase of heating that, 
heating data was of the unborn future. Much of | after you have read it, you will want every one of 
the screntihe heating data available to-day was com- your prospective customers to read it. Just fill out 
piled from the research and early experience of the — the coupon below and we will be glad to send you 
H. B. Smith Company. a copy with our compliments. 







When they started to manufacture boilers they 








had to learn for themselves how to design an efhcient eres , — 
boiler. Scientihe investigation was checked by THE H. B. SMITH COMPANY 

. s ff 1] Home Office and Works: 
actual experience. Installations were carefully Dept. A-19, Westfield, Mass. 
watched. So that before most boiler manufacturers Sales Offices and Warehouses at: 
had started in business, the H. B. Smith Company, — weerprep ROSTON NEW YORK 
as a result of their research and experience, knew PHILADELPHIA CLEVELAND 





THE H. B. SMITH COMPANY 
Dept. A-19, Westfield, Mass. 


Send a copy ot your new booklet on Boiler Ratings to 


THe H-B-SMITH 


| 

| 
BOILERS & RADIATORS _, | sm 

| 

| 





ised tn fine homes and hutldings since. 1860 
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Nye Toledo Type Stock 

Nye Toledo type pipe threaders, made in both the 
plain and ratchet type. Satisfaction absolutely guar 

anteed. Sent on free trial. : 
No. 1 Nye Toledo Type Pipe Threader complete 
$9.60 net 
West of Rocky Mountains $10.20 
No. 1-A Nye Toledo Type Pipe Threader complet 


West of Rocky Mountains 


—_ 


Nye Solid 3-Way Stock 


This stock is a one-piece casting containing 3 die boxes 
and 3 bushings. Regularly equipped with No.1 Nye 
Dies, , 's- and L-inch. Can also be furnished with 
smaller size dies when specihec 

Net price, complete with 3 Nye Skip Tooth Dies.$10.50 


GO: 


Nye Thin Knife Blade Cutter Wheels 


They cut with one-third the power and time re 
quired by the old-type wheels. 

Made both knurled and smooth-edged; same 
price. 

Made to fit all standard makes of pipe cutters. 
Guaranteed against breakage in use. 





=o 


Nye Vise Stands with Pipe Bender 
Equipped with or without Nye Vises. Can be 
drilled for any size vise specilied. Bender can be 
used with open side vise or bench vise 
With Legs and No. 10 Self-Locking Vise, 

Net each 
With Legs but without Vises, Net each 

















The 
Difference in 
Pipe Dies 


Maybe the dies you have are fairly good. So are some eggs 


a 


NYE—the Die Man 
Pipe Tool Maker to the 


American Plumber 
and Steamfitter 


But most of us want eggs that are above suspicion 


The difference between the fairly good and the best is a 
great difference 


It is the difference between wasted material and saved 
material. 
b It is the difference between hard work and work that is 
easy 


It is a difference of a few minutes on each job, a great 
difference in a whole day. 


It is the difference between a good job and one that is 
just fairly good. 


The difference between cost and selling price is the profit. 
A different die might make a big difference! 


Try a Nye die 


HARRY G. NYE 


THE NYE TOOL & MACHINE WORKS 
4120-30 Fullerton Avenue 


Chicago, Illinois 





Steel 

Tool Chests 

Equipped with six 

heavy handles, chained 

lock and keys. Chest is 

enameled in olive green with 

cleats in natural color. Fur- 
nished with one sliding drawer. 





Depth Width Length Price 


Inches Inches Inches 
11 12 24 $20.80 
14 15 30 28.40 
16 17 36 31.20 
19 20 42 36.40 
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Trane Bellows—Packless Valve 


Trane Duplex Return Line Vacuum Pump 


Trane Bellows Radiator Trap 


Think over this Undivided Responsibility 
idea. Trane has made it mean something 


The Sacred Heart Buildings are shown below. Thomas F 
Ellerbe and Company, St. Paul, were the architects; James 
Conroy, St. Paul, was the heating contractor 


This advertisement 
is No. 2 of the Trane 
Undivided Respons: 
bility Series 
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There are four buildings at the present time included in the 
central heating project of the Sacred Heart Parish buildings, 
St. Paul, Minn.—a school and auditorium, a church, a pastor’s 
residence, and a Sisters’ Home. The longest main runs about 
400 feet. Approximately 200 traps and valves are used, along 
with an RD1810 (18,000 sq. ft.) vacuum pump. 


Mr. Conroy, the heating contractor, says: 


“This job has run all winter with 200 Trane Bellows Traps and 
18 drip traps hooked on. We tested out the job for leaks at 
15 pound pressure and while doing so the Trane traps operated 
perfectly, as did also the Trane pumps. 


“The operating engineer at the Sacred Heart, and the Building 
Committee are very well pleased.”’ 


This installation is typical of the type of buildings where Un- 
divided Responsibility is particularly desirable. The job is 
100°, Trane, and the owners, the architects, and the heating 
contractor are protected in every way by Trane’s Undivided 
Responsibility. This protection really means something. Think 
it over. 

















rHE TRANE COMPANY, 204 Cameron Ave., 
La Crosse, Wis.; 21-23 River St., Toronte, On- 
tario, Canada Factories at La Crosse and 
Toronto Branch offices and sales connections 
throughout the U.S. A., Canada, England, Japan, 





ind China, 
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Belween Ourselves. 


The man who is so busy that he does not have time to read his trade paper is like 
the man who was so busy chopping wood that he did not have time to sharpen his axe 


F YOU FOLLOW THE CONVENTION RE- 

ports as they appear during this “open season” for 

association meetings, you will notice that the dis- 
cussions are almost entirely in connection with mat- 
ters of business rather than technical matters. This is 
significant and it indicates an ever-growing interest in 
the fact that merchandising pays. Apprenticeship and 
journeyman training assure technical knowledge to the 
contractor in our field. He is now fast taking his 
place as a merchandiser, and his ability compares favor- 
ably with that shown by other retailers. He is thinking 
about business methods. 


ROR THESE REASONS THE REPORTS OF 
the New York and Missouri state conventions will 
be of interest and value. Almost every phase of admin- 
istrative work was covered at these two meetings and a 
careful reading of the records of their activities will be 
stimulating to the contractor who is on the lookout for 
new ideas for the improvement of his business. You 
can’t read reports of such lively proceedings without 
wanting to roll up your sleeves, go out and sell the 
world on the great message of -comfort and sanitation. 
You'll want to hear what our friends across the Cana- 
dian border are talking about, too. The Alberta plumb- 
ing and heating contractors had their annual meeting, 
which is also reported this week. 


HILE WE’RE ON THE TOPIC OF BUSI- 

ness methods, we'll refer to Milt Marvels’ arti- 
cle, “Establishing Confidence,” which tells something 
of the methods of the recently elected president of the 
Illinois Master Plumbers’ Association. One of the 
items of particular interest in that story is his use of 
window displays. It may seem impossible—but he 
finds that window displays which don’t have a bit of 
plumbing or heating equipment are valuable in calling 
attention to his place of business. Read the story and 
see how he does it; and it’s only one point among a 
number of others worthy of imitation. 


i he [OSE WHO RATE AS “OLD-TIMERS” ARE 
going to have their memories stirred up a bit by 

Kk. M. Starbuck’s article, entitled “Principle and Bene- 
fits of Siphonage.” They'll remember a lot of jobs 
vhich they put in ’way back when—when it was thought 
ecessary to make the legs of a bathtub look like a 

lion’s paws or something, and to have the outside of the 
closet bowl covered over with fancy doodads. Mr. 


Starbuck tells something about the development of the 
modern water closet and in doing so goes back to its 
great-great-grandparents of the old days Chere are 


many illustrations to go with the article, and the princi 
ple of siphonage is also discussed with reference to 


septic tanks, ete. 


ie WILL REMEMBER THAT IN AN ARTI 

cle which we called “What Oil Burner to Sell” 
one of the points to be considered was, “What is the 
responsibility of the manufacturer to the public?” That 
point has been made the title of an article appearing in 
this issue, in which you will find some material which 
will help in two ways—first, in selling; second, in serv 
icing. There is a clear statement of the necessity for 
correct adjustment with special reference to the proper 
proportions of air and oil in order to secure maximum 
efficiency. Our old friend carbon dioxide is discussed 
and some popular ideas on the subject of combustion 
“put in place.” Some interesting graphs will enable 
you to visualize the problem of combustion, the amount 
of air necessary to secure proper combustion, and the 


manner in which heat losses may occur 


— THIS WEEK WE SHOW 
one of a series of pictures showing how the “other 
half of the world” gets its water. Here are women on 
the island of Sicily, carrying water from a public foun 
tain, placed beside a crumbling old gate in a crumbling 
old wall. Today that gate and wall stand as reminders 
of a time when the safety of the city depended upon 
the strength of its walls. Yet the water used in the 
homes is still carried as it was in those old days when 


they locked up the city at night for safety’s sake. 


Y WAY OF CONCLUSION LET ME QUOTE 

from a letter written to Your Weekly by Herman 
N. Bundesen, Commissioner of Health of Chicago. 
Referring to the article we ran recently on the smoke 
evil, he says, “We wish to thank you for your co- 
operation with this Department and to assure you of 
our appreciation.” Such a letter, when taken in con 
nection with the fact that a number of plumbing inspec 
tors follow some of our features, indicates how practi 


cal is the material sought for and published 


Your Ea 


ne Le Se ee 


we 
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No. 30 o NET 


West of Rockies $9.00) 
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“TOLEDO” 3-way 


TOOLS ARE SMALLER, 
LIGHTER, EASIER TO OPERATE 


“TOLEDO” 3-way tools are the lightest, smallest 
and the easiest to operate of all tools of this character. 
They are 


ie NGINEERING 


made in two sizes: The No. 30 threads *<-, 
\4-inch pipe, and weighs only 434 lbs. com- 


plete; the No. 31 threads !5-, 34- and 1-inch pipe and 
weighs but 7 lbs. complete. The tool bodies are about 
the size of a baseball, each die-head being ‘‘on center”’ 
and the handles projecting from either side, thus pro- 


viding a perfectly balanced tool. 


The patented design of the tool body permits the use 


of segmental dies possessing the ‘‘TOLEDO” easy cut- 
ting qualities. These die segments are removable and 
can be reground when dull or replaced by new ones at 


When 


slight cost. 


assembled, ready for use, there are no adjust- 


ments necessary, no loose parts. The tool body is de- 
signed to readily clear itself of chips and will not 


become clogged with dirt. 


These ‘‘TOLEDO” 3-way tools are the tools that you 


will want to own, and at the new low net prices quoted 
they represent the best buy in 3-way tools on the mar- 


ket. Your dealer can supply you. 


This is the “TOLEDO” trade- 
mark appearing on the name 
plate and the box of each genu- 
ine ‘“‘TOLEDO”’ tool. It is your 
assurance of a ‘‘ TOLEDO” qual- 
ity tool that will give maximum 
service and satisfaction. Look 
for and insist on it when buying. 










BUY BY COMPARISON AND YOU’LL BUY 


TOLEDO PIPE TOOLS 


THREADING DEVICES - POWER DRIVE - PIPE CUTTERS 


Tews 
















































THE TOLEDO PIPE THREADING 


MACHINE CO. TOLEDO, OHIO 





ENGINEERING 


NEW YORK OFFICE: 72 LAFAYETTE ST. 


) 





when writing advertisers. 



















































‘The Plumbing and | - 


Vol. 115, No. 1. Whole No. 1738 








Heating Weekly 


Chicago, Illinois, 


F 





W orth Every master plumber will agree that a 

customer is worth money to him. The 
Money customer may only patronize him once, or 
he may be one whose plumbing needs mean a steady 
volume of business. In either event, he is worth money 
to the plumber who does his work. Now, there’s a say- 
ing that what’s worth doing is worth doing well. That 
might be changed to what’s worth having is worth going 
after—and worth spending money to get. And yet there 
are master plumbers who do not believe in advertising, 
who do not believe in going to any expense or any effort 
to secure a customer. It hardly seems logical. 


Many a plumbing business is owned and run 


Part- 
ners 


and one takes care of the office and business-getting end. 


by two partners. In such cases, as a rule, one 


partner takes care of the construction end 


\ good combination of this sort makes an ideal arrange- 
ment. But it makes an ideal arrangement only in case 
the one has explicit confidence in the other and keeps 
out of his mind any feeling of jealousy. It very often 
happens that the partner on the construction end of the 
business begins to feel that his partner, who wears a 
white collar and does not put in eight hours a day with 
That, 


ach man has his partic- 


the tools, has all the better of the combination. 
however, is a feeling to fight. 
ular job. The one could not get along without the other. 


The Why It has been said that only 2 per cent 


ig: of the business failures are due to 

of Failures competition, while 91 per cent can be 
traced to lack of accounting records. If this is true, the 
popular idea that a man can not make money ,because his 
competitors make it impossible is exploded. There is no 
ubt that ignorance of the cost of doing business 1s all 
too prevalent in this industry. It stands to reason that 
no man, who actually knows the difference between profit 
| loss when he prices his work, will continue to operate 

t a loss deliberately for any length of time. Therefore, 
the need for a good system of bookkeeping, so that ac- 
curate records always show the condition of the business, 
assumes a decided importance. Competition must be 
niet, but not if it means a loss. Proper records tell when 


when not to meet it. 


“", : 9 It will not be long now before the state 
Tourists | : 

highways begin to fill up with tourists 

7 E a 

Comfort The number of tourists 1s mnereasing es 
ery year, with the expansion of the automobile indu 
try and the improvement of road This increase | 
made the que stion of sanitation one in which public healtl 


officers are concerned and one which directly touches the 


plumber, both in the possibilities for business which it 
creates and in his obligation to protect the health of the 
public. Lack of sanitary facilities for tourists not only 
endangers the health of the tourists but the healt! 
the citizens along the highways, as well. ‘Therefore, mas 
ter plumbers can find good reasons for agitating the 
necessity of establishing comfort stations and pure water 
supplies along the country roads 

Public comfort stations have lot been mportant 
Master plumbers have done good work all over the 


country in getting them placed where they are needed 


However, the necessity for them along the roads 1s con 
paratively recent It constantly increasing, thoug!] 
and now is the time to prepare for the tourists’ comfort 


next summer. 


Established It was said ee Mi Namara, a a t 


: national president, at the recent Mi 
Business seuri convention, that..a plan 
who chases around figuring on every job which comes 
up in competition is just trying to arrive—he has no 
established business \ statement like that cause One 
to stop and think. There something to it. Many 


plumbers do not believe that the contracting plumbing 


business is built on customers, But is that correct? There 
is certainly such a thing as an established business in 
this plumbing industry, and, if the plumber has built his 
forces in the right way, that established business mean 
a foundation of steady customers which insures a steady 
volume of work year in and year out. It means being 
} 


called in once in a while to figure on a job without com- 


petition. It means preference on some jobs. It means 
that the man has arrived. 

The aim of every master plumber should be to create 
that kind of an established business. After all, if he does 
not have such a business, it means that he can not be 


building for the future 


Ee ee ee 


ee 
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A Thanksgiving plumbing display without fixtures 


By MILT MARVELS 


JY OULDN’T it sound like a bed-time story if some- 
W one came up to you on the street, and said, “Bill, 


I’m building a new house over on Main street, and 


I want you to put in the plumbing and heating? Just 
send in the bill when you're through.” That would make 
you feel as though life were worth while, wouldn’t it? 


You'd feel that you had established yourself in the con- 
fidence of your customers. 

As a matter of fact this isn’t a That 
very thing happened not long ago as I was walking down 


bed-time story 


the streets of Chicago Heights, Ill., with William F. Hilde 
man, president of the Illinois Master Plumbers’ Associa- 
tion. Two men drove up to the curb in a car, and stopped 


Mr. Hildeman with the very words quoted above. It is 
not an thing in Mr. Hildeman’s experience. 
The result of nineteen years of confidence—building serv- 
of his work comes to him without competitive 


uncommon 


ice, 


most 
bidding. 
In February, 


1907, Mr. Hildeman breezed into Chi- 





cago Heights with four hundred dollars in his pocket, a 
bride on his arm, and a desire to go into the plumbing 


business buzzing in his bonnet. February, 1926, found 
Mr. Hildeman in his own three-story building, doing 
$200,000 a year, and president of his state association 


And you be sure that volume has not, in his case 
overshadowed the fact that even a million dollars worth 


of business done at no profit isn’t worth the doing. 


may 


CIVIC SPIRIT PAYS 

OU MUST be wondering, as I did, what means Mr 
7 enon took to establish the confidence Chicag« 
Heights people have in him. To his mind, it is largely 
the result of having taken an active interest in civi: 
affairs. He is president of the local chamber of commerce 
which means, of course, that he has been active in that 
organization, and was the sole instigator of the merchan 

police system in his city. 
There are other things, of course, besides civic activitie 
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which have helped to keep the name Hildeman before his 
prospects and customers. It has been said that attention 
to the little things of life—or the lack of that attention— 
has wrecked more marriages than any other one thing. 
Every one likes to have small courtesies paid them; and 
women, in particular, will judge any establishment far 
more by the kind of attention shown them than by the 
combined good looks and good quality of the merchandise 
earried. Mr. Hildeman has an example ready to indicate 
the value of courtesy from employes. He tells of three 
wealthy women who had moved into an exclusive district 
near Chicago Heights. His window display attracted 
them. They were getting acquainted with the shops——one 
of the first important duties a woman performs in a new 
neighborhood—so they dropped in and talked with one of 
the office force. The next day their husbands—evidently 
acting under instructions, as good husbands should—came 
in and Mr. Hildeman was given the plumbing and heating 
for three new residences, without being asked for an 
estimate. So much for the little courtesies! Plus, of 
course, a window which attracted and a sales room which 
backed up the window. 


STORE SALES 

EYOND SUCH an example as this, Mr. Hildeman has 
B a positive check on the value of attractive displays 
and a neat, well-kept sales room. Before he built this 
new building, his sales from the shop proper averaged 
about $20 a month, never going higher than $35. Since 
he has moved into the modern building, and has set up 
artistic arrangements of plumbing and heating equipment, 
he has often sold as high as $400 worth in a month, all 
directly traceable to the window or interior display. This 
is a time when the theory of a good window is absolutely 
proven by solid black and white figures of cold cash. 

He believes implicitly in the pricing of fixtures, as he 
thinks it gives the prospective purchaser confidence in 
him, and does away with any suspicion that fixtures are 
priced lower to some than to others. It also does away 
with the trouble of looking up prices in a catalog, and 
gives a more businesslike appearance to the transaction. 
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He compares it with other retail stores. You know that 
if you go into a store to buy something, you like to get a 
chance to look at the price tag on that article before the 
storekeeper gets to you And if you see something you 
had not intended to buy, but in which you were a trifle 
interested, you would immediately look at the tag to see 
if it were entirely out of reach as to price Mr. Hildeman 
reasons that if such is the case with other retailer why 
can’t it be applied to retail plumbers? The truth of the 
matter is that it is even more applicable to retail plumbers 
than to most other businesses The reason for this is 
that the average person rather expects plumbing materials 
to be expensive Fixture pricing is one of the best pos 
sible means of combatting this impression people have 

Mr. Hildeman’s window displays have become a matter 
of common interest in Chicago Heights. The use of sea 
sonable window displays is characteristic of the Hildeman 
establishment. Very often the window in Mr. Hildeman’s 
store hasn’t a plumbing fixture in it One such window 
is that which accompanies this story It is a fall scene, 
with corn, oats, real logs, stuffed squirrels, a little stream 
of running water, and two live ducks. He says that the 
sidewalk in front of his store was filled all of the time 
that that display was in the window Yet as I said, there 
was not a plumbing or heating fixture in the whole display 
The only reference to his business was a little inconspic 
uous placard in one corner sut everyone knew what 
business he was in, and the fact that his window was 
unusual drew all of the interest, as well as a lot of good 
business. On Washington's birthday, a suitable window 
Was arranged, and on many other special occasions In 
between times, regular plumbing and heating displays are 
put into the window, but they are changed very often, 
and are never left in the window long enough to become 
monotonous to the passerby 


SELLING A TELEPHONE NUMBER 
R. HILDEMAN has made a slogan out of his tele 
M phone number, which is 222. On his trucks, in his 
advertising, and in every way possible, he brings out the 


point, and emphasizes it by spelling it “too too too.” “Too 








A Christmas display which attracted attention 
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observer, he cannot forget too 
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WINNING CONFIDENCE 


OBBING i the way in whi 
J attracted to 23 Illinois stree 
Hildeman shop. He believes that 
good job of repair work is the be 
getting new customer By doin 
job, in a ort time, and at 
the absolute 
any farger work that may come up 
charges, a 


any complaints about 


sign the jobbing slip before the 


till in tl plumbing busin 
newspaper sj that could not |} 

( ngs ¢ he tean So the 1 
logal too too to is well know 

I yt l f r truck 
plet plumtl hops on wheel 
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deal of favorable comments on this 
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busine to these plumbing shops 
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ld buebear of 1 back for tool 
Then, too ! ear 1 dvert 
The trucks hav his name and sk 


nuch of a catchword in 


Cr § Hl I \ t Man Who Owns One,” or 
E \ i t, when Mr. Hildeman 
‘ t iation at the recent 

n wi knew him well, filled 
eral minutes The slogan is 
‘ nown that on rts of Mr. Hildeman’s basket 
| ! of his name Just those 
ball team, by the way, i 
I ing Mr. Hildeman ha 
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I £ know that Hildeman 
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The Hildeman building—one of the results of confidence 


And aside from that, 
we bought is devoted to 
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OF EMPLOYES 

h most customers are 
t the of the 
getting a chance to doa 


location 


st way in the world of 
g a satisfactory repair 


a reasonable price, he gains 
confidence of that customer, and hence gets 


There are very seldom 
s the customer has to 
journeyman leaves the 
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job. Mr. Hildeman has found that the public as a whole 
very reasonable in its complaints, but when any trouble 
arises, his authority to settle any 


complaint that does not amount to over a hundred dollars 


employes are given the 
he has very little trouble 
keeping his valuable employes with him. In fact, of his 
twelve have been with him an average 
And most of the others are recent 


On account of such practices, 


twenty employes 
of ten years apiece 
additions. He keeps them interested in their work, and 
tries to teach them to take pride in every job they do, 
no matter how small. He gains their confidence by treat- 
ing them fairly, and by having confidence in them, and 
by giving them responsibility. 

One point he maintains is that everything in his ware- 
house, shop or display room must be new. He never keeps 
more than about $8,000 worth of materials on hand, being 
a firm believer in the theory of rapid turnover. 

Mr. Hildeman maintains two light, airy, sanitary toilets, 
one for his office girls, and one for the men in the shop 
This makes for a better spirit of co-operation in the or- 
ganization, as the employes feel that he has their interests 
at heart as well as his own. 

He sells a standard make of oil burner. In his base- 
ment, one of those burners is in operation, heating his 
building This fact has two advantages: he can demon- 
trate the burner in operation; and people will be satisfied 
that the burner must be all he claims for it, since he is 
using it himself 

Standardization of materials is a hobby Mr. Hildeman 
By that I mean that he decides which of a 
certain fixture is the best to his mind, and handles only 


His display room is not cluttered up with 


has acquired 


that fixture 
everal different makes of fixtures, and there is plenty of 











By night—sign and window attract the eye 


room for displaying what he does have, without giving a 
crowded effect. 
* . . 

“Bill, I'm building a house. Put in the plumbing and 
heating and send me the bill.’’ When you hear those words 
you know that policies aimed at gaining confidence have 
borne fruit. 


Sip 
eff, 
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Fig. 1. An old timer—a one-time aristocrat among 
plumbing fixtures. Fig. 2. The long hopper closet 





Principle and Benefits of Siphonage 





Fig. 3. The short hopper closet. Fig. 4. 
The old washout closet 


By R. M. STARBUCK, JR. 


N OUR last two articles, we have stressed the subject 
| of siphonage as a menace to the plumbing system, 

but as we indicated in the first of the two articles, 
siphonage also stands as a very great benefit in many ways, 
in the several branches of the plumbing industry. 

Particularly in the manufacturing end of the business, 
siphonage enters into the operation of some of the most 
effective and most important devices employed in the con- 
struction of the modern plumbing system. 

Just think of what siphonage has accomplished for the 
water closet, the plumbing fixture that has probably re- 
quired and has been given moré attention than all other 
fixtures combined! 

It should be of interest to briefly trace the “high spots” 
in the evolution of the water closet, in order that we may 
see what this principle has accomplished for the comfort of 
every one of us. 

In Figs. 1, 2 and 3, we show the “old-timers,’ 


and even 


21 


at the present day, when no one is watching, an occasional 
outfit such as Fig. 3 is installed. 

The oldest plumbers of the present day recall the time 
when fixtures, such as the pan closet seen in Fig. 1, were 
the real thing, something that only the aristocrat could 
afford. Highly esteemed as it was in its day, in this pres 
ent day and generation we can hardly conceive of a more 
filthy arrangement. 

Next in order after the pan closet were the valve and 
plunger closets, something of an improvement over their 
predecessor, but far from being ideal. The long hopper 
closet, seen in Fig. 2, was one of the early types. With this 
fixture a trap was used under the floor, generally of lead. 
In many of the old-time bathrooms, this closet trap was 
the only trap in the room, the other two fixture wastes 
being connected into this trap. 

Then came the short hopper closet, Fig. 3, with its trap 
above the floor, and an improvement over the older types. 
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The advent of the washout water closet was probably one 
f the red-letter da in plumbing, for it marks the first 
tep toWard combining the trap in the fixture Neverthe 
the washout water closet, a fine thing in its day, is 

now p 1 prohibited b most plumbing ordinance 
erthels t} type of water closet is to be found in 
onsiderable use even at the present time, in the tenement 


use work of certain sections of the country 


\ een in Fig. 4, this water closet has a flushing rim 
whic ry great improvement It is not difficult in 
his fixture to flush its contents into the trap, but in doing 
o the force of the flush has been used up to such an extent 
that there is insufficient force left to discharge the con 
ents of tl trap properly 

Some of the weak points of the washout water closet 
vere overcome in the washdown closet, and this we show 
n Fig. § Fig 6, 7 and 8& show water closets that 
lepend upon siphonage for their action 

And now we arrive at the special point that we have 
been coming to Although water closet design and con 


truction constantly improved, it remained for the ap 


plication of the principle of siphonage to the action of the 


iter closet, to make of it the high class fixture that it now 
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APPLICATION OF THE SIPHONAGE PRINCIPLE 


sectional views of four 


each of which depend 


FIGS. 6, 7, 8 and 9 we show 


N 
different types of water closets, 


upon siphonage for its action 

The siphon-washdown closet, Fig. 6, operates as fol 
lows: It will be noted that the horizontal section of the 
outlet is smaller in area than the rest of the passage, and 
when the waste that flushes from the fixture reaches this 


point, its passage is considerably retarded, and this allows 
the entire passage between this point and the trap to be 
filled partial 


vacuum is created behind this solid plug of water, and the 


come with water In its passage out, a 


result is that siphonage is quickly set up, which pulls the 


contents of the closet out, forcibly discharging it into the 


drainage system. The scouring action of such a fixture as 
this, both on the bowl and on its waste connections, is far 
stronger than is the case with any of the fixtures previously 
considered 

Another type of siphon water has two 
traps, the other When the flushed, 
half the water from the flush tank passes around through 
the flushing rim and half passes through the opening A, 
into the trap The the water 


issuing from this opening carries the air confined between 


closet, Fig. 7, 


one above fixture is 


directly lower force of 


the lower, leaving a vacuum 
the 
strong and 


down through 
quickly 


The action of this closet 


the two traps 


behind, which and forcibly siphons contents 


of the fixture is very 
comparatively free from noise 
siphon-jet type 


Fig. § shows the general features of the 





























j And indeed, the high grade water closet of the present 
day is so near perfect in its operation, that it is difficult 
to see where further great improvement can be made 
although we believe, that because such great strides have 
been made in the past, progress is still going to be made 
n the future 
Figs. 5 and 6 
Fig. 5. Some of the objectionable features of the waseout 


above. Figs. 6. 7. and 8. 
































Figs. 7 





and & 


closet were overcome in the washdown closet 


Sectional views of three water closets, ench depending on siphonage for its action. 
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f water closet, the most efficient water closet that has vet 
een devised The action of this water closet is pro 
luced by contracting the horizontal outlet leg, and by 


passing part of the water from the flush tank through an 


pening known as a jet, which throws a stream of water 


lirectly up into the rising arm of the trap. The jet aids in 








filling the outlet leg, and in producing the vacuum, on 
which the action of 
the fixture depends. 
The action of the 
siphon-jet closet is 
very strong It may 
be stated that the jet 
is formed by a pas 
sage cast onto the 
outside of the bowl, 
which carries the 
water from the point 
where it enters the 


fixture, delivering it 
through the jet at the 


bottom of the trap 





Still another type 

of siphon water closet, 

ig. ® Another sectional view of a = the double-jet type, 
water closet depending on siphon- and not so common 
age for its action as the others, is shown 


in Fig. 9. Water 
enters through two jets, A and B. The former throws a 
stream down the outlet leg, and the latter throws a stream 
up through the rising leg. The downward jet drives the 
of the 
the regular jet. 


outlet leg, thus lessening the resistance to 


It seems as if the double-jet 


air out 
must be very 
strong in its operation. 

Nowadays practically nothing but low-down tanks are 
used, and to make use of this type of tank, a water closet 
of the siphon type must be used, as satisfactory results 
are not obtained with other types. 
closets over other 
types, comes largely from the following: They 
rapid discharge of the entire contents of the fixture, and 


The great superiority of siphon water 
produce a 


with comparatively little noise; the scouring action is 
very much stronger: all surfaces are thoroughly and 
strongly flushed; there is no loss of energy as in the wash 
out water closet: everything entering the fixture is sub- 


merged; the fixture is generally graceful and neat in ap 


pearance, 


THE WATER CLOSET RANGE 


YNIPHONAGE has done much to convert the old-time 
N filthy water closet range into a fixture against which 
there is far less objection than formerly We are far 


from advocating the use of this device as against the use of 
the water closet, but nevertheless, the water closet range is 
the that it 
more sanitary was, is 
Fig. 10 


n considerable use at present time, and has 


me so much than it once cause 


r gratitude shows one of quite a number of 


od designs. 
These ranges are now made of porcelain or enamel- 
ined, with no exposed metal surfaces, and otherwise equip- 
ped to produce the best results that can be obtained under 
difficult conditions that go with this type of fixture 


shown in Fig. 10 operates by means of an 
matic flush tank, combined with a strong-acting siphon- 
The siphon connects with the flush tank 


When the tank is flushed, the 


The fixture 


n& apparatus. 


means of an air pipe. 


fush produces a more or less perfect vacuum, the in- 
huence of which is transmitted through the pipe, and 
! ilts in exhausting the air in the upper trap to some 
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extent, producing a partial vacuum at that point In 
mediately, as a result of this, atmospheric pressure acting 
on the surface of the water in the opening of the closet 
range to the trap, forces the water over into the trap 
filling it, and thereby producing siphonage, which in 
stantly pulls out the contents of the range When thi 
siphonic action comes to an end, the range again fill and 
is again ready for the next action 

This method of flushing the water closet range is very 
effective, and overcomes one of the big objections to the 


old-style range. 


We need to include the automatic flush tank in our 
of plumbing devices dependent on the action of siphonage 
There are several of these tanks in the market, each de 
pending upon some different method of producing a vacuun 
or partial vacuum. It is interesting by the way, to note 
the many different clever schemes that have been de 
vised for creating a vacuum under different conditions and 
for the various purposes required, for always, in order 
that siphonage may be set up, a vacuum must in some wa 
have first been formed 

A sectional view of an automatic flush tank is shown in 
Fig. it. Water admitted to one of these tanks is not 
controlled by a ball cock, as in the ordinary flush tank 
but is allowed to supply the tank continuously Such a 
tank flushes at intervals, and these intervals are varied 
by varying the rate of flow of water into the tank The 


chief working parts of the siphoning device consist of two 
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Fig. 10. A water closet range which operates by means of an 
nutomatic flush tank. Fig. 11. Sectional siew of an auto- 
matic flUsh tank 
circular vessels B and D, the latter being fastened to B by 


means of several wires soldered to each. D fills with water 


into which a tube, C, dips. C is surrounded by a cylindrical 
part, closed at its upper end, and having at the bottom 
a number of holes, through which the water may enter 
As the tank fills, the water fills the space between the 
tube and the cylinder, and the air confined between them 


becomes more and more compressed as the water rises 
Finally this pressure becomes strong enough to force the 


water out of D, which produces a vacuum at the foot of the 


(Continued on Page 53) 








A house cited by the author as an 
example of saving by careful adjust- 
ment of air and oil supply in an oil 
burner. It is stated that after adjust- 
ment the cost of heating is approxi- 
mately $220 per year. Coal cost was 


about 8400 


The Oil Burner Manufacturer’s Re- 
sponsibility to the Public — » cyrus w. sowman 


O one who is familiar with the problems of com- 
bustion, the present method of installing oil burners 
in homes and then trusting to luck that the oil is 
being properly fired is an enormous economic waste. At 
the rate we are using oil for heating purposes in homes, 
this waste is actually amounting to thousands of gallons 
of oil per day throughout the country and no one is so 
much responsible for it as the manufacturer of oil burners, 
and it is the manufacturer who has to stop this waste. 

What does the manufacturer do? 

ist—-He appoints an agent, one whom he thinks can sell 
the most burners. 

2nd—He sells this agent a stock of burners. 

3rd—He instructs this agent in the best methods of 
making a mechanical installation. 

4th—He helps the agent sell these burners by one 
method or another. 

Here the manufacturer thinks his responsibility ceases. 
But does it? The most important item he has left out, 
namely: He does not properly instruct the agent how to 
get the right proportions of oil, air and draft. I am con- 
sidering only automatic burners—burners which have a 
method of supplying a constant weight of oil and a con- 
stant weight or volume of air 

I know that since I am specifying only the higher priced 
burners, I am going to receive many denials of this criti- 


cism but on the other hand, the fact remains that in the 


jJast four years, I have regulated many burners of this 











Fig. 1—A three-inch cube of oil 

weighs about one pound. This cube 

of oil requires a six-foot cube of air. 

The illustration visualizes the pro- 
portions 


class. In every case, I have been able to reduce the cost 
of heating by simply getting the right proportions of air, 
live, I have reduced the cost of heating homes with oil 
we below the cost of 

in 90 per cent of 

the above men- 

let us see what is 

meant by the effi 

L oil. Oil contain 
carbon, hydrogen 

few other ele 

ments. We are 

only the carbon 

content of th 


oil and draft. In fact, in the vicinity of Omaha where I 
heating with coal 
ar 9 
‘ tioned burners. 
Naturally, you 
will inquire how 
I did it. First 
cient burning of 
sulphur and: 
going to consider 
oil, leaving what 
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ver heat there might be in the other elements out of 
»nsideration. 
Oil contains heat and the engineer speaks of this heat 
s B.t.u.’s or British thermal units. In burning oil, we 
imply combine the carbon in the oil with the oxygen of 
the air and in completely burning this carbon, we make 
what is known as carbon dioxide gas. Of course, we make 


fy. TO ATMOSPHERE CONNECT TO CHIMNEY 
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Fig. 2.—Cross section of a draft gauge 


DRAFT GAUGE 
SPACES DIVIDED INTO 10 EQUAL PARTS 


some other gases. Of these, we will consider only carbon 
monoxide. Theoretically, when we completely burn a 
stipulated quantity of oil, we can get about 15 per cent of 
this carbon dioxide gas in the resulting flue gases, or put- 
ting it another way, the greater the proportion of carbon 
dioxide gas that we can get in our flue gases, the better 
the combustion. 


JOKERS IN THE LAWS OF OIL COMBUSTION 

HEN carbon and oxygen unite in the proportions of 
W: 2/3 pounds of oxygen with one pound of carbon, 
we make carbon dioxide gas and this releases 14,540 units 
of heat. Mother Nature worked many thousands of years 
to give us the heat that is 

stored in a gallon of oil, but 

during this period of time, 


she was thinking up ways to 
make man use his head, so 
she put a few jokers into the 
laws of combustion. One of 
these is that we can combine 
one pound of carbon with 
11/3 pounds of oxygen and 
make carbon monoxide gas. 
When this takes place, we 
release only 4,380 units of 
heat. The other 10,160 units 
of heat escape up through the 
chimney. 

Our only supply of oxygen 
is the air. Air contains about 
23 per cent oxygen and about 
77 per cent nitrogen by 
weight. Nitrogen is an inert 
gas, a hindrance to combus- 


o 298 « 2916 4540 Blu 


Abbon OXYGEN CO, RELEASED tion. We cannot readily 


Fis, SeSilemwem of the separate it out of the air, so 

exsentials of perfect com- We have another little joker. 

bustion Have you ever gotten your 

own breakfast? , I have. I 

boiled eggs. How did I boil those eggs? In a tea kettle 

with a gallon of water? No, in a little vessel, just enough 

water to cover the eggs, and when the water was about 

ready to boil, did I add more water? No, adding more 
water stops the boiling. 

So in burning oil, I need air but just a little more air 
than I need stops the boiling. In other words, it cools the 
boiler temperature. “Why, how is that?’’ you ask. 

‘ore air, more oxygen. More oxygen, more combination 
With carbon, therefore, more heat,” but you forget that 
we are supplying only a certain quantity of carbon to the 
furnace, therefore, we of course, need only a certain 
quantity of air. 
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COSTS MONEY TO a. 
BURN AIR | 

WAS greatly amused the 

] other day when going } 
down the street, seeing a sign 
over the establishment of one 
of the prominently advertised 
oil burners, which read, 
“Come in and see us burn the 
air.’ Whenever you attempt 
to burn air, it costs money 
Air is free so far as that is 
concerned, but if we use too 








much, Mother Nature requires 
that we pay for it by using 
oil to heat it. The cost of 
this extra air is tremendous 
If we use only 38 per cent 
more air than is theoretically 
required, we may spend $700 anon 4 
in oil but if we use 417 per 
cent more than is theoreti- 


sia 4 it ww 8 
Oven CELLAR 


Fig. 4.—Diagram showing 
conditions under which a 
‘ally required, we then great deal of heat may be 
use $1,000 worth of oil, or wasted 

putting it another way, oil 

costing $700 with 15 per cent carbon dioxide in the flue 
gases, will do the work of oil costing $1,000 with only 4 
per cent carbon dioxide in the flue gases. This is some 
saving. It is figured on theoretical conditions. Yet it 
can be approached very closely in actual practice 

“T may get 18 per cent carbon dioxide from a stinking 
old tobacco pipe’’ * * * “but if I should take the fire out 
of that pipe and put it under a boiler, I couldn’t get any 
steam with it’? (Jos. W. Hays, combustion engineer, Chi 
cago}, simply because I haven’t a large enough fire. I 
have quality but not quantity. 

With most service men, as a matter of fact, with every 
one of them, they get large fires but they do not burn 
the oil efficiently; quantity but not quality Correct 
amount of air with the correct amount of oil is needed 

Mr. Bement in commenting on Joseph Harrington’s 
(former fuel administrator for Illinois), assertion that 
“Furnace efficiency is the controlling factor in combined 
efficiency” says 

“T want to emphasize the first line of the abstract, ‘Fur 
nace efficiency is the controlling factor in combined effi 
ciency.’ What we call ‘furnace efficiency’ is the most 
important factor involved The quality of the fire may 
vary to such an extent that it will cause all of the heat 
to be wasted, or make useful to the boiler as much as 90 
per cent of it. The steam making process* has neces 





AIR 13% CO, 
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COz AIR DOLLARS 
Fig. 5.—Chart showing the rela- Fig. 6.—Chart showing 
tion between CO, in the flue gases the reduction of air and 


and cost of heating the saving in dollars of 
13 per cent CO. over 4 


per cent CO; 


*This can be a hot air furnace or a hot water boiler as well 
as a steam boiler. 
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rily bout a lv pér cent lo due to the fact that th 
gases must leave at a higher temperature than they enter 
the firetb« f we may have a range of from zero to 90 
per cent in heat delivery, due to the quality of the fire 
But the ivant e of a good boiler over a poor one is 
from ten to twenty per cent The fault of the boiler may 
nge to twenty per cent The fault of the fire may result 

! le if much as 90 per cent.’’** 
» when al 1 and done, if you have a poor fire 
vith a good heating plant ou will have a greater los 
than if you have a good 
i fire with a poor heating 
par, J plant The controlling 
factor in saving oil is 
having a good fire An 
efficient fire is expressed 
more exactly by the flue 


gas analysis than by any 


other method 


I have 


hundred 


met possibly 


one oil burner 


men (connected with 


home heating) from serv 


managers and 


find 


ice men to 


] have yet to one 


man who knew how to 
an Orsat analyzer, 
ther 


connection 


operate 
a draft fauge or 
mometer in 
the flue gases It, 


meé 


with 
therefore, appears to 
that the oil burner manu- 


missing a 


big. 7.—Testing flue gases facturer 1s 
great opportunity when 
he doe not school the agent and service men how to 
increase the efficiency of combustion The possibilities 
of the ivin to the user are so great that I can not 
understand how the manufacturer neglects this powerful 
ales help 
My experience with the automatic oil burner shows that 
if it is once properly regulated, it will stay “‘put’’ for sev 


eral seasons 


Of course, nozzles might be 


ervice might be required 


needs service, it is not often 


to tinker with the 
blast the draft 


that the 


in the 
My 


flue 


pipe o1 
records show 
gases seldom exceeds 
all cases it is easily 
cent 


to thirteen per 


It must be borne in mind 


the average home lacks combustion svace for oil 


brick 
combustion 
the 
cent we are 
cold 


time 


necessary fire lining 


small space 


the and if carbon 


gases 


vond ten per 


monoxide On very 


if per cent of the 


hour or so 


hot or quite cold, a cordition that materially affects the 
quality of combustion Proper mixture of air and oil, 
high furnace temperatures and time for combustion are 
the necessary conditions for efficient combustion “A 
three-inch cube of oil weighs just about one pound and 
this cube of oil requires a six foot cube of air.’"* See 

*Paraphrases fron Combustion in the Power Plant.’ 
Thomas A. Marsl 

**kKrom paper read before Western Society Engineers, 


1919 


provided some service 


Nevertheless 


necessary 


SIX 


raised to 
that 


reduces it 
tends 
dioxide 
sometimes likely to 
days 


while 


man does not change it 


plugged or some other minor 


when a burner 


for the service man 


volume of oil being pumped, the damper 


on the furnace 


carbon dioxide content in the 


per cent and that in nearly 


ten per cent and sometimes 
furnace in 
the 
This 


mixture of 


the boiler or 


and 


still further. 


toward a poor 


is increased much be 


get carbon 


an oil burner may operate 


on a warmer day only an 


This causes the brick work to be reasonably 
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Fig. 1 we must have a good mixture of air 


oil if we 


Necessarily 


and expect good combustion 


SERVICE MEN SHOULD UNDERSTAND HEATING 


A GAIN, I claim it is up to the manufacturer and the 
i heating contractor to properly train the service men 
He burner to sell, 


ticular the 
what line of reasoning is it going to be the most econom- 


his par- 
but by 


has a believes and claims that 


burner is most economical to operate, 


ical if the oil, air and draft are not properly regulated? 


There is only one way in which this can be done and that 


is flue gas analysis 
Naturally, 


staff and equipment 


for a manufacturer to give this training, he 


requires a and the question arises. 


“What personnel and equipment does he need?” 


that the manufacturer is going to do 


I am 


assuming 
this properly, 


that he is 
not only go 
ing to train 


his own serv- 
but 


also the serv 


ice men 


ice men of 
hisagents. 


M ost 
Dourhert 


oil 


manufac 


turers have 
all the per- 
sonnel nec- 
essary with 


the exception 





of a combus- 
tion engi- 
ig. S—A S-chamber analyzer for carbon neer 
dioxide, oxygen and carbon monoxide, Anal- 3 
d 7 A man of 
yses of flue gas can be made in from 30 
seconds to 4 minutes this kind 
must fulfill 
several varied and very important requirements: 
lst He must dress well Yet, at the same time, he has 
to be the possessor of gauntlet gloves and overalls. 


2nd-—He must have a technical training because it will 


be only a matter of time when a great many questions 


referred to him for settlement. 
He 


will be 


has to have elusive way in making ex 


planations. He because the men 
that he is training Yet 
must be able to use common every day language and give 


3rd an 
be too technical 


technically educated. 


can not 


are not he 


it a technical meaning 


ith —-He must be a 


mixer. It will be nec- 
essary for him to 
meet a great variety 


of humanity. He will 





come into intimate 

contact with mechan 

ics, Managers and on 

the other hand. he Fig. 9—A draft gauge. When at- 
tached to the front of a boiler it 

must be able to make tells the fireman how to regulate 


a good appearance 


the 


his damper. It indicates the condi- 


before a user of tion of fires, baffle settings, etc. 


burner Fairness to 
be 


essentia! 


owner, employer, the plant. and ability to distinguish 


tween harping and constructive criticism are 


qualifications. 
5th——Last, but least, he 
rience in reducing heat losses. 


not must have had actual expe 


(Continued on Page 71) 








New York Association Favors Con- 


ference to Better Trade Relations 
Elects 8. H. Welch, Bronx, President; Opposes Permanent Office 


New 
of the 
annual 
New York 


INGHAMTON, 
York, the 
thirty-eighth 
the 


scene 


of 


| 
| 
} convent ion 
| 
| 






State Association of Master 
Plumbers, lies, its boosters 
say, in the “Valley of Oppor 
tunity.”’ Possibly taking ad 
vantage of the location, del- 
egates to that convention 
grasped the opportunity to do 
real, constructive work at the 


two-day session beginning 


March 
tion of President 


, and the administra 
Alex Auchi- 


Binghamton, closed 


99 


Stephen H. Welch, nachie, of 


elected president, 


newly 
in a blaze of accomplishment 
These 


in 


delegates, 
National 
Wisconsin, 


represent 
Associa- 


Minne- 


ing the largest state association the 


tion of Master Plumbers joined Ohio, 
sota, Kansas, Missouri and Maine in unanimously disap- 


proving the establishment of a permanent office This 
sentiment was made emphatic when the delegates to the 
national convention to be held in Louisville were in 


structed to work and vote against the proposal if brought 


up at this meeting. Seven states voting on the plan have 


now disapproved it, two, Illinois and Indiana, passing 
resolutions in favor of the idea 

DISAPPROVE OF ESTABLISHMENT OF PERMANENT 
OFFICE 

EW YORK’S action in this matter, which was summed 

N up in the following resolution: “Resolved that the 

New York State Association of Master Plumbers in ses 


“T am of unbiased opinion 
myself,’’ the national director 
stated “T desire to leave 
the question to the action of 
the members of the locals 
themselves."’ He explained 
the action of the board of di- 
rectors, who approved the 
permanent headquarters idea 
if these headquarters could 
be properly financed 

FAVOR JOINT CONFER- 


ENCE FOR BETTER TRADE 
RELATIONS 





A SPECIAL committee ap 

A pointed to confer with 8. G. Arnone, newly elected 
the secretary of the Trade — 
Extension Bureau on business relations brought in a 
recommendation that the question of better trade rela 
tions for the betterment of the industry be considered 
at a joint conference of manufacturer jobbers, and 
the directors of the National Association together with a 
special committee of three members of the New York 
State Association to be appointed by the incoming pres 
ident. This was adopted by the convention when the 


committee stated that it was their belief that a conference 
of this kind would be the means of 


as are now confronting the masters 


solving such problem 


and are detrimental to 


their interests. 


FOR BETTER SANITARY CONDITIONS IN STATE 


WO measures seeking to raise the standard of sanitar) 
conditions in the state were introduced and approved 





sion at Binghamton, N. Y., March 23-24, 1926, disapprove while a third with the same object in mind was referred 
the establishment of a permanent national office, and be it to the legislative committee for investigation and report 
further resolved that we instruct the New York delegates The first, introduced by the Greater New York Association 
to the national convention to work and vote against this aims to better conditions at seaside, lakeside, and moun 
plan,” followed the report of National Director Louis tain resorts. It was resolved that thg state legislative 
Yauchzi of Rochester, who outlined briefly what the ad- committee have a bill introduced into the legislature which 
vocates of the permanent office desire, and who asked that will provide proper sanitary protection at these resort 

the convention let at the same _ time 
him know the preventing the pol 
wishes of the New lution of stream 

York State mas- in the resort re 
ers in order that gions Upon the 
he might  intelli- recommendation of 
ently represent the resolution 

them at national committee, a com 





meetings. mittee consisting 
Mr. Yauchzi of Thomas Nolan 
Old of having of Albany; Harry 
nt letters to all jareham, of Roch 
cals, asking that ester, and August 
they make a dis- Ebke, Buffalo, wa 
‘sion of the appointed to con 
atter a special Part of the delegates and guests attending the 38th annual convention of the fer with the legis 
der of business New York State Association of Master Plumbers, held at Binghamton, N. Y. lative committee 


27 
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The second, sponsored by the Jamestown local, directs 
the state association to use its influence for the enactment 
of laws which will place sanitary supervision over rural 
plumbing installations, the expense of such inspection to 
established fee to be paid 


he covered by a reasonable 


by plumbing contractors 
The third 
cities of the 


with Syracuse as its backer, recommends that 


in all first, second and third classes a de- 





Left to right: H. E. Longley, president of the National Asso- 

ciation of Master Plambers; L. J. Yauchzi, of Rochester, 

N. ¥., National director; Fred E. Fladd, chairman Educational 

Committee, National Association of Master Plumbers, and 
Fred Fiecischauer, manager of Buffalo Association 


partment of plumbing and sanitation under the jurisdic- 
established by law. This 
the Com- 


tion of a plumbing board be 
board is to be made up of the city engineer, 
missioner of Health, two master plumbers, and one jour- 
neyman plumber of at least five years’ experience, and is 
to be vested With all This resolution 


necessary power 


was referred to the legislative committee 


RAISES PER CAPITA TAX TO STATE ASSOCIATION 
N ORDER to give its officers a better chance to handle 
ces necessary activities of the organization and achieve 
its prime purpose, the elevation of the plumbing business, 
the convention unanimously agreed to its per 
capita tax to the state association from $3.00 per year to 
$4.00 per year. The action was taken after a special com- 
mittee consisting of August Ebke, of Buffalo, Frederick E. 
Fladd, of Rochester, and William E. Shaddock, of Buffalo, 
had investigated the finances of the association and re- 


increase 


ported the need of more funds. 


“MAKE A WHOLESALER A WHOLESALER” RESOLU- 
TION ENDORSED 
HE ‘Make a Wholesaler a Wholesaler’ resolution 
| padi at the Portland convention of the National 
Association was endorsed, on a motion by Past State 
President Frederick E. Fladd, after National Director 
Yauchzi had discussed the matter thoroughly in his report 
Resolutions lauding the work done by the late Past 
National President Walter D. Nolan of Washington, D. C., 
and regretting his recent death were passed, a special com- 
mittee being appointed to draft suitable resolutions, which 
are to be engraved and sent to Mr. Nolan’s bereaved family. 
A suggestion by the Greater New York Association to 
the trade press to the effect that it refrain from giving 
publicity to master plumbers’ organizations not affiliated 
with the National Association, was passed, as were resolu- 
tions of thanks to the Binghamton committee of arrange- 
ments, the Binghamton ladies, the retiring officers, and 
the trade and local press. 


ELECTION OF OFFICERS 


Vice-President Stephen H. Welch, of the 


| -eesenaggs 
Bronx, was elected president to succeed Alex Auchin- 
achie of 


Binghamton, and Martin Utz, of Rochester, 
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formerly zone delegate, was unanimously selected as vice- 
president Zone delegates John F. Rogers of Queens, 
Fred Schmalstich of the Bronx, Albion J. Eckert of Albany, 
J. F. Larkin of Rome and James Guider of Syracuse were 
re-elected, while William E. Shaddock of Buffalo takes 
Mr. Utz’ place as delegate from Zone Six. John J. Dixon, 
of Brooklyn, will again serve the association as treasurer, 
and President Welch picked S. G. Arnone of the Bronx, 


as his state secretary. 


PRESIDENT AUCHINACHIE OPENS CONVENTION 

HE convention got under way Tuesday morning in the 
ene Room of the Hotel Arlington, convention 
headquarters, President Auchinachie introducing Reverend 
Flynn, who delivered the invocation, and told the 
to the medical profession, 


Dp. Ss 
assembled masters that “next 
vou have done more for human health than any other class 
of people.’” Honorable Mayor C. J. Cook, who welcomed 
the delegates, referred to Mr. Auchinachie as one of the 
best business men of his city. William E. Shaddock, who 
responded, spoke eloquently of the history of the New York 
State Association of Master Plumbers, touched on the 
pollution of streams issue and thanked National President 
Henry E. Longley, of Wilmington, N. C., and William G. 
Bergner, of the Trade Extension Bureau, for their presence. 

President Auchinachie then introduced President Long- 
ley and Secretary-Manager Bergner, who briefly greeted 
the delegates, and Richard Turner, of Wilkes-Barre, 
Pa., president of the Pennsylvania State Master Plumbers 
Association was called to the rostrum. After telling the 
delegates that he was present to learn as much as pos- 
sible and carry this knowledge back to his own associa- 
tion, Mr. Turner extended an invitation to the New Yorkers 
to attend the Pennsylvania state convention in Erie. 


COMMITTEES APPOINTED BY PRESIDENT AUCHIN- 
ACHTE WERE: 

SSOLUTIONS: Matthew J. Kennedy, Brooklyn; 
R George H. Drake, Buffalo; Harry Bareham, Rochester. 
Credentials: W. F. Cassidy, Albany; Edward Dunkerton, 
Syracuse; Alex Cameron, Southampton. Auditing: Thomas 
EK. O’Brien, Brooklyn; John D. Cooley, Manhattan, and 
Thomas Hennessey, Oswego. Reading Clerk: Fred Fleis- 
hauer, Buffalo. Peter Van Ness and 
Spencer Hall, both of Binghamton. And, as usual, Jere 
L. Murphy, of Manhattan, headed the souvenir committee. 


Sergeants-at-arms: 





Left to right: A. Beyrodt, L. Guerr, Otto Ozab, H. J. Muller 
and A. W. Piatt, all ef New York City 


FRANK J. FEE ON SCHOLARSHIPS 


RANK J. FEE, of New York, chairman of the national 
Di cmiaemes committee, was called upon to tell the 
delegates of the wonderful progress made by his com- 
mittee. After telling of his calling a meeting of the com 
mittee at Binghamton during the convention, Mr. Fee 
said: 
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30 KOMEN TTI | 
“This association has kept up with tt mare} f prog 
ress and is raising the trade to the dignity of a profession 
Speaking of the beginnings of the scholarship idea, Mr 
Fee urged the masters to get applicatior fror master 
plumber on n to Carnegie Institute of Technology 
“Let ou give our son advantag W hav missed, he 
pleaded From a practical standpoint ne me can tell u 
anything, but we must plead guilty to a lack of technical 
knowledg: This course, plus what they learn from you 





Carl Johndah!l and his Buffalo delegation on arrival at the 


New Vork State Convention 


will give your sons both practical and technical knowl 
edge [I hope to see the graduate vorking ioulder to 
shoulder with us.”’ 

After a telegram from that loyal worker, John E 


Dugan. of Albany, confined to his home by illness, had been 


called to the platform the 


August 


read, President Auchinachie 


past ident present The included 


Ebke of 


state pre 


Buffalo, Thomas O'Brien of Brooklyn, George 


Drake of Buffalo, Frederick E. Fladd of Rochester, Jere 
ILL. Murphy of Manhattan, Frank J. Fee of Manhattan, 
Matthew J. Kennedy of Brooklyn, and P. D. McCarthy of 


Syracuse 


DEFINES VALUE OF ORGANIZATION 


HE afternoon session opened with a talk by J. B. Weil 
{~ retary of the Binghamton Chamber of Commerce, 
who spoke on the value of organization, defining organiza 
imilar idea for a com 


tion as the uniting of those with a 


mon purpose. The two chief evils of an organization, the 


speaker pointed out, are the “‘“‘why don’t vou do this or 
that?”’’ class, and the men who criticize everything done 
without trying to find out the real facts in the case To 
ensure success, an association must have first an adequate 


membership, and second, adequate financial resources, he 


believes. 


THOS. EF. OCBRIEN REPORTS FOR SANITARY COM- 
MITTER 
matter of cleanliness, in the 


ANITATION is purely a 
wJ opinion of Chairman Thomas E. O’Brien, of the Sani 


tary Committee, whose report followed. He advised mem 


bers to watch patent devices that may interfere with proper 


functioning of fixtures “It is vour duty to religiously 


see that plumbing is installed properly,”’ he urged ‘In 
spect all places catering to the public, and use your in 
fluence to keep them in proper condition. Discourage the 
If sunlight and fresh 
properly installed and cared for, disinfectants 
should 
report stated It also recommended 
wilful 


It also dwelt on care of cess- 


use of disinfectants air enter toilets 


and they are 


are not necessary Swimming pools also be 


closely supervised. the 
expulsion from the association as a penalty for 
violation of plumbing rules 
from the standpoint of the prevention 
of stream pollution through their failure to work prop- 


erly. 


pools, especially 
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EDUCATIONAL COMMITTEE'S REPORT 
LTHOUGH Frank E. Schimpf of Albany, member of 
A the Educational Committee, was unable to be pres 
ent because of illness, he had prepared a report in which 
he stated that the greatest weakness of the trade was in 
the failure of most masters to handle the office end of the 


business properly. The two departments, practical knowl 
edge and office knowledge, are of equal importance, Mr 
Schimpf feels He advises his fellows to take advantage 


of the tips the trade papers are giving them, to use the 
they will improve 
there 

opportunity to become real that 
now,”’ he declared “The remedy lies in our own 
The ultimate hope of the trade is business educa 


Trade Extension Bureau service, and 


from the business standpoint “At no time has 


heen the business men 
there i 
hands 
tion and training.’ 
WM. G. BERGNER ON COMMON SENSE 

e67FR HE National Trade Extension Bureau is an in 

| stitution that is working to the end that common 
adopted by our industry,’ William 
G. Bergner, He pointed 
yut that a recent survey made by the Bureau showed that 
the various states collected a total of only $17,000 in per 
capita taxes last year, and believes that this is not enough. 
“Some states should spend this amount alone for the pro 
tection of the interests of the master plumber,” he asserted 
summed up the things that master 
associations should do 


ense policies may be 
manager of the Bureau, stated. 


The speaker then 


plumbers and master plumbers’ 
for the improvement of the trade, offering the co-operation 
of the Bureau in any constructive work the Association 
might attempt 

Mr. Bergner’s talk started a discussion, begun by Jere 
IL. Murphy of Manhattan, about the failure of some manu 
facturers and wholesalers to sell through the proper chan- 
nels, and the loss to the masters through reinstallations 
when materials are defective. Mr. Murphy, summing 
up, declared: ‘‘Until the jobbers and manufacturers realize 
that we are their greatest assets, we will not be success 
ful." He was followed by Thomas O’Brien of Brooklyn, 
who echoed his sentiments, and by Harry Sugarman of the 
that building superin 
tendents are now making should be 


made by the plumbers. All of these speakers felt that 


janitors and 
many repairs that 


Bronx, who stated 





Mra. George Arnone, George 
Hammond, W. Abbes and 


Ebner, 
Hammond, W. 
Mrs. W. Abbes, all of New York City 


Left to right: W. F. 


Arnone, Mrs. W. 


the Trade Extension Bureau was not helping eradicate 
these conditions as it could if the men in charge desired. 
“If you will spend only $17,000 in 33 states you can 
expect little else,”’” Mr. Bergner stated. ‘‘We talk, but we 
do not spend money and act as much as we should. Ofter 
too, the master plumber plays unfairly with the fair whok 
saler.”’ 
After considerable discussion, joined in by Past National 


(Continued on Page 80) 
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“There’s a Union that’ll stand up!” 


“Excel Unions — made by people who make 
nothing but unions. Made of the finest air refined 
malleable iron. Accurate, too — there’s never any 
time wasted cutting gaskets when it’s an Excel job. 
They make up tight and they stay tight.” 


“Briggs Standard threads — sharp, clean, of 
uniform pitch.” 


“‘An Excel Union joint is stronger than the pipe 
itself.’’ (Proved by actual tests.) 


Your jobber will supply you with Excel Unions. 
Or write us direct. 


EXCEL 
| UNIONS 


"q 


| | PROVIDENCE FITTINGS CO., 7 Water St., Boston, Mass. 


New York Office, 210 East 45th Street 
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OLFF quality”plumbing fixtures need 

no introduction to wise plumbers. For 
70 years Wolff Plumbing Fixtures have been 
adding to the prestige of master plumbers 
all over the country, and the number of 
Wolff boosters is increasing every year. 








Wolff quality plumbing affords short cuts 
to bigger profits. One method 1s by means of 
the Trade Extension Bureau’s Inspection 


Report Card. 











Write for their interesting booklet explain- 
ing the advantage of using this card. Then 
send for your allotment of Wolff Plumbing 
Booklets. The two toge ther will enable you 
fo inc rease your prohts in a way that you 
will quickly appreciate for Wolff Plumbing 
Fixtures always command better prices. 








Wolff Manufacturing 
Corporation 


General Offices: 2057 Fulton St., Chicago, II. 








Branches and distribution in all principal cities. 
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Missouri to Push Health Measures 





First section of the official 


photograph of delegates and guests attending the annual convention 
Association of Master Plumbers 





of the Missouri! State 


Missourians oppose permanent office; Zone state for membership 
drive; Elect William M. Daly, Kirkwood, president for 1926-27 


ISSOURI’S forty-second annual convention was a 


complete course in plumbing. very phase of 
_ the business was discussed And, besides, con- 
structive action was taken on various health measures; 


the state was divided into five zones to further association 
work; the plan to establish permanent, central office 
for the National Association of Master Plumbers was 
unanimously opposed; the ‘Make a Wholesaler a Whole- 
of work 


a 


resolution was endorsed. A vast amount 
Little was undone. 


Such activity during the business hours was paralleled 


saler’’ 
was done. 


by fun aplenty outside the convention hall. It was a 
thoroughly successful convention. It was held in St. 
Louis, March 22, 23 and 24. Hotel Statler was head- 


quarters, 
William M. Daly, Kirkwood, was elected president 
the coming year. 


for 
His election was accompanied by enter- 
taining ceremony. Buttons had been prepared, which 
most of the members wore throughout the convention, 
on which the words, ‘‘Daly for President,’”’ were printed. 
Upon his elevation to office, he was presented with an 
enormous green gavel and a high green hat, D. J. Collins, 
St. Louis, making the speech of presenta- 
T. A. Donegan, St. Joseph, was elected 
vice-president; Paul Schultz, Jefferson 
City, second vice-president; and J. F. Corri- 
gan, St. Louis, treasurer for the second time. 


tion 
first 


~ 


Mr. Daly appointed E. J. Hanley, St. Louis, 
as secretary. 

The convention was opened by W. L. 
Clucas, president of the St. Louis associa- 


tion, who welcomed the delegates and ladies 
to his home city and formally introduced 
President George L. Satterlee, Kansas City. 





Women’s Auxiliary, to present the greetings of the local 


ladies. 

An entertaining break in the proceedings came, then, 
when the Kansas City ladies suddenly rose and sang a 
“How do you do, St. Louis’ song Later on Mrs. E. D 
Hornbrook introduced Mrs. George L. Satterlee, Mrs. J 
J. Cunningham and Mrs. Charlotta Howell, three of the 
peppy Kansas City ladies. Mrs. Wm. Daly, wife of the 
newly elected president, was, also, introduced 
OPPOSE ESTABLISHMENT OF PERMANENT OFFICE 


ITH the remark that everyone present was familiar 


W 


with the permanent office question, W. L. Clucas, 
president of the St. Louis association, without further 
details, made the motion that the Missouri State Asso 
ciation of Master Plumbers go on record as opposing the 


As 
motion, 


establishment of such an office by the National 
When asked 
Sheehan, Jr., St. Louis, one of the directors of the National 


sociation 


remarks were for on this Jere 
Association, referred to the discussion op this permanent 
office plan at Portland last June, where it was advocated 
the Illinois He that, at that 

time, the resolution in favor of such an office 
Board of 


reported, 


delegation 


by 


explained 
was turned over to the incoming 
be 
another, 


Directors, to acted and 


one 


upon 


way or at the next annual 


convention in Louisville Accordingly, 
President Longley appointed a committee of 
three, of Wm. J 
chairman, Jere Sheehan, Jr., 
John J. Vogelpohl, 
the question for study 


November meeting of the 


consisting Lang, Chicago, 


St. Louis, and 


Cincinnati, to take up 
and report at the 
Board of Direc- 
met in Chicago. It 


tors. This committee 


Mr. Satterlee appointed F. J. Praechter, St. was a whole day session 

Louis, sergeant-at-arms and, after the in- At this committee meeting, a number of 
vocation by Reverend Hastings and the letters were read from other associations 
oflicial city’s welcome by W. T. Findly, sec- which have central, permanent offices, all 
retary to the mayor, called on Mrs. Gus William M. Daly, the new of which were of a testimonial character 
Wiedemann, president of the St. Louis president setting forth the advantages of such a meth- 


33 
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TIME IS WORTH MONEY—SAVE IT 
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The Hand 


That Pays 
a Profit 


A trained mind and a skillful hand are a money 
making combination. But a skilled hand is 
helpless with time wasting tools. 


No matter how good a fitter may be, he’ll waste 
as much time as anyone if he has to hunt for 
dies and bushings—and then change them to 
thread different sizes of pipe. 


But, give any fitter Beaver Self-Contained die 
stocks and he becomes a more profitable invest- 


ment than if he had to use loose part die stocks. 
The time he previously wasted will be turned 
into profit. 


There’s no better time than now to look over 
the Beaver catalog to see what sizes and types 


will meet your needs. Do it before spring work 
opens—let Beavers show you the way to lower 
“threading costs and increased profits. 


Your copy of the Beaver catalog 
is ready—Write for it. 


The Borden Company 


510 Dana Ave., Warren, Ohio 


BEAVER | sos: 


Pipe Cutters 





Easy Working 
Die Stocks 
The Easiest Way to Cut Good Threads 
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of administration. Mr. Sheehan said the arguments for 
entral office in those letters were admitted in their en 
etv—-everything they said was so. The committee, 
refore, drew up a report in which it made the recom 
ndation that the question of a permanent office be 
ed upon favorably,——provided that it be financed 
rough the membership of the National Association of 
ster Plumbers. Mr. Sheehan explained that he had 
ted in the affirmative so that this question could be 
na “square and fair shot before the organization.” 
provision was insisted upon by him and Mr. Vogel- 
pohl, however, because Mr. Lang had brought in a system 
financing the office by means of a national association 
bulletin, or paper. 

On such a scheme, Mr. Sheehan and Mr. Vogelpohl re 

ed to act in the affirmative. 

Mr. Lang read this report, verbatim, at the November 

eting of the Board of Directors. But, having read the 
report, he proceeded with a description of his plan to 
finance the office by means of a national bulletin. Mr. 
Sheehan stated that he immediately arose and said that 
Mr. Lang was going beyond his authority as chairman 
of this committee—-his duty being only that of reading 
the report as it was drawn up by the committee. There 
tore, he said that if Mr. Lang proceeded with this question 
of a national publication he would avail himself of the 
privilege he was entitled to as an affirmative voter and 
call for a reconsideration of the vote. Mr. Lang, then, 
vithdrew the question of publication and it stands that 
way today. 

He made it clear that he was speaking on this question 
as Jere Sheehan, a member of the Missouri association, 
and not as President Longley’s representative. He stated 
that, at no time during his attendance in an official capac 
ity at any of the state conventions, had he availed himself 
of the opportunity to debate the permanent office ques 
tion Other people have attended, to his knowledge, at 
least one convention and have made attacks which, he 
thought, were terribly undiplomatic to come from a rep- 
resentative of a national officer of this organization. He 
concluded his remarks with the statement that he wanted 
to go on record as being opposed to a permanent office 
in the manner in which it is now being presented before 
some state conventions, 

No further remarks were made by any of the members 
and the motion, presented by Mr. Clucas, was put to a 
rising vote, 

It was unanimously adopted by the Missouri State 
Association of Master Plumbers. 





Second section of the official photograph of delegates and guests 





Left to right: Jere Sheehan, Jr., National director of St. Louis, 
Mo.; L. MeNamara, of St. Louis, Mo. and G. E, Satterlee, 


retiring president of Missourl State Association 


OUR PAST PRESIDENTS 

W asi Mr Hornbrook, president of the Women’s 
Auxiliary to the National Association of Master 
Plumbers, rose to speak, she stated that she had decided 
to take as her subject, “Our Past Presidents."’ With one 
exception, the thirty-eight past pr dents have been her 
friends and she voiced her protests against the remarks 
made at the recent Indiana convention in regard to ten 
of these past presidents being bankrupt, out of busines 
or working at day labor She explained that these re 
marks were made as reasons for the establishment of a 
central, permanent ollice for the National Association and 
was of the opinion that the use of such methods of putting 

this plan across was not very admirable 
L. McNamara, St. Loui a past national president, was 


introduced and he, too, referred to the statement made 


at the Indiana convention as unnecessary 

Jere Sheehan, Jr., in his capacity as representative of 
President Long] of the National A wiation of Master 
Plumber ‘ ended the latter's greeting and best wishe 


ror a succe ful convention 


Mrs. Hornbrook later spoke on the scholarship activitie 


of the Women’s Auxiliary This organization has raised 
considerable money to be used as a scholarship fund, and 
one of the cholarship for which $1,000 has been raised 
is to be known as the Jeremiah Sheehan Memorial Scholar 
ship Mr Hornbrook asked the men to talk over these 


scholarships with their sons and endeavor to put them 
to use. She said that she intended to recommend a change 
in the eligibility rule oO that any boy, anxious to learn 
the busine , could compete for one of these scholarship 


Now, only sons of master plumbers are eligible 


attending the annual convention of the Missourl State 


Association of Master Plumbers 


is Pm 


——— 


Fe Le ee 
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Equipped 
throughout with 


The Baker Hotel 


VE Dallas 
SLOAN VAL Ss P. J. Bradshaw - Architect 
Hamilton Company - Plumbers 


Wolff Manufacturing Corporation 
Plumbing Fixtures 


The length of time you hold the handle 
of a Sloan Valve in the operating posi- 


tion does not affect the quantity of 
water it delivers. 


You can’t hold a Sloan Valve open and 
waste water. 


SLOAN VALVE COMPANY 


With branches in the principal cities of the United States and Canada 


LOAN VALVE 
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COMMITTEES APPOINTED 


RESIDENT SATTERLEE appointed the following 
Or ecamaes to transact the business of the convention: 
Credential, H. J. Enright, St. Joseph; Edw. Quinn, St. 
Louis, Gus Oxler, Kansas City; Paul Schultz, Jefferson 
City; W. Hunt, St. Louis; publicity, E. J. Hanley, H. 
Ryffel and A. G. Maier, all of St. Louis; resolution, A. G. 
Maier, St. Louis; C. E. Cook, Springfield; A. Jacobson, 
Kansas City; auditing, W. T. Conroy, Kansas City; Chris. 
Dunn, St. Louis: J. J. Lawler, Springfield. 


MAKE A WHOLESALER A WHOLESALER 


D. HORNBROOK, Kansas City, a past national 
E. president, began his address on the ‘‘Make a Whole- 
saler a Wholesaler’ question, by stating his belief that 
plumbers have been losing ground since 1916. He re- 
ferred to the direct-to-consumer selling which he said has 
become so prevalent since that time. In an effort to stop 
such practices, the national association adopted the “Make 
a Wholesaler a Wholesaler” resolution at its last annual 
convention, and Mr. Hornbrook explained how necessary 
to the health of the public and to the success of the master 
plumber he believed the principles embodied in this reso- 
lution to be. Such principles are, in short, that the sale 
of plumbing and heating material should follow the estab- 
lished channels of distribution, in which the master 
plumber, and not the wholesaler, is the one to sell the 
ultimate consumer. 

Mr. Hornbrook told of the various resolutions which 
have been adopted by the national association since its 
inception, whose aim it has been to keep the sale of goods 
within these established trade channels. Such resolutions 
have been stricken from the records of the association by 
government order, according to Mr. Hornbrook. The 
‘“‘Make a Wholesaler a Wholesaler’’ plan is the solution, 
in his opinion. He said that the idea can be put over by 
co-operative action and suggested the appointment by the 
national association of a committee of five to work with a 
committee of five jobbers and five manufacturers created 
to study distribution problems by the Central Supply Asso- 
ciation at its last February meeting. Mr. Hornbrook’s 
suggestion on how to put this resolution across included 
the necessity of securing the co-operation of manufac- 
turers and wholesalers, the co-operation of master plumb- 
ers, and the collective co-operation of all in placing before 
the public the thought that its best interests will be served 
by looking to the established master plumber for the sale 
and installation of plumbing and heating equipment. 

The Missouri association adopted the ‘‘Make a Whole- 
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Top row, left to right: T. A. Donegan, newly elected first 

vice-president of the State Association; Carl Smith, of Kansas 

City, Mo.; 8S. A. Kiernan, of St. Louis, Mo., chairman of enter- 

tainment committee and Mrs. Kiernan—Bottom row: Mr. and 

Mrs. C. D. Dunlap, of Springfield, Mo.; Paul Schultz, of Jeffer- 

son City, Mo., newly elected second vice-president of the 
State Association, and Mra. Schultz 


saler a Wholesaler” resolution It, also, adopted a reso 
lution in which, recognizing that “advertising in trade 
papers and other publications is a most potent educational 
factor’’ and, believing that “the health of the public is 
best protected and the business standards of the industry 
best maintained when the manufacturer distributes his 
product through the master plumber or the legitimate 
wholesaler, as presented in the ‘wholesaler resolution,’ it 
recommended that all manufacturers of plumbing mate 
rial, who seek these legitimate channels of distribution 
for their products, underwrite their advertising by the 
statement, we sell strictly through the wholesaler of 
plumbing supplies or the master plumber.” 


APPRENTICESHIP 

HAS. B. NASH, advertising manager, Standard Sani 
+ tary Mfg. Co., described the educational work being 
done in Pittsburgh among apprentices. Calling education 
one of the vital needs of the industry, he told of the 
Pittsburgh commission, consisting of manufacturers, job 
bers, master plumbers, journeymen and educators, and 
of how it has arranged for a school for plumbing appren 
tices. It will only be a matter of a few years now when 
Pittsburgh journeymen will be men who have gone 
through this school 


(Continued on Page 45) 








Third and tast section of the official photograph of delegates and guests attending the annual convention of the Missourt 
State Association of Master Plumbers 
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Advertising Editorial 


A NEW ONE EVERY WEEK— No. 216 








“We'll have heating 
comfort next year” 


OW OFTEN have 
that to yourself at the end of a heat 


you promised 


ing season when you were disgusted 
| the mconvemence Oot an out-of-date 
pant 
Now 1s the time to make that promise 
wd. let us go over your heating equip 


ent. Inefficiency comes from many things 
mietimes a small repair or adjustment is 
a 
ul then there are the heat control de- 
vices which make it so easy to keep the house 
it an even, comfortable temperature. 


telephone and we'll send a competent, 





nat to go over your heating equipment and 


without obligation 


Ask for 
fr Dp) f 
ry Stor . 
f i In this space your Name, 
i t 
ears lelephone, and 
i ter Stink 
1d it Address ) 











Good Will 


~OOD WILL, it the ts s ‘ ompantes is rated in the 
J millions And when it necessary to substantiate the value 
which it is listed, those anies point to the amount of advertis- 
ing done Advertising is a great builder of good will And good will 
is necessary as a foundation upon which to build a volume of business 
Make use of the Advertising Editorial service Even if you don't 


buy the illustrations—they re Inexpensive $4.20 for 12--use the copy 


That's why it’s included every weet 

if vou use the Advertising Editorials, be sure to include the Bath 
1 Day | i id the copy, t help secure inquiries from prospects 
to be added to your mailing list 
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LETTER 
Week No. 53 
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Now is the time to capitalize the dissatis 
faction so many people will be feeling con 
cerning their heating equipment. At the end 
of the heating season they assure themselves 
Send the 


that next year it will be different 
letter below to prospects who ought to have 


hettet equipment 


J OH N BROWN 
} HTeating 


Two Rivers, N. Y 
April 3, 1926 
Mrs. Edward Jones, 
Two Rivers, N. Y. 
Dear Madam: 

At the end of every heating season many 
people promise themselves that next winter 
they will enjoy heating comfort. But be 
cause they do not take care of it at once 
they suffer again when cold weather comes 
from an inefficient heating plant. 

Now is the time to have your heating 
equipment gone over and whatever repairs 
may be necessary made. Inefficiency comes 
from many things—a slight repair or adjust 
ment may save you money. 

Then there are the heat control devices 
which make it possible for you to have even, 
comfortable temperature at all times——to get 
up to a house that is pleasantly warm. 

Just telephone and we'll send a competent 
man to go over your héating equipment and 
make recommendations so that next winter 
vou may really enjoy heating comfort. 

Very truly yours, 
JOHN BROWN 


Adlet 


ONE A WEEK—No. 74 


N buildin up good will, the principal thing 
necessary is that your name and service come 


before your community frequently so that your 


name will be associated with plumbing and 
heating needs The Adlet, used consistently 
will accomplish this task for you It is care 
fully written and timely Copy out the Adlet 


below and hand it to your local newspaper to- 


day. 





Heating Comfort 


Let us go over your heating equip- 
ment now and put it in shape so that 
next year you will know true heating 
comfort. Just telephone and we'll send 


a competent man, 
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Bull-Dog Tanks and Seats Have a Sure Grip on Quality ° 


Oldest and Youngest / 


fi’ 
. 
We are both the Oldest and the Youngest 
inthe Seat Industry. We were the First 


to make Yoilet Seats in America. 


‘But we are still growing 


as if we were a young- 
ster of three. You will 
probably read between 
1915 the lines and conclude 
1916 that what makes us still 
grow after 45 years of 
1917 continuous services is 
ist. what makes it well 

0 worth your while to buy 
1919 from us, 


1920 


72! 


© 9 








11 Years Growth 
inSeat Sales 











1922 


1923 





Grand Haven CMichigan Trenton 


C, Ve jobber who is not handling the Bull-Dog Line ‘should be just to himself and investigate =) 











Mention Domestic ENGINEERING when writing advertiser 
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Comparison proves that 


DUROCK 


is the whitest of white ware 





K—3050 


RESIDENCE toilet of latest design 

sold at a moderate price. Quiet, rapid 
action; concealed twin jets accelerating the 
flushing. Tank and bow! of Durock, with 
mahogany finished seat and cover. Top of 
tank held securely in place by two hidden 
spring-clips. 


Unusually ample water surface in the elon- 
gated bowl. Continuous oval-shaped seat, 
with opening three inches longer than the 
ordinary; this is an improvement that 
eliminates discomfort and prevents soiling 
Measurements: water surface, 12 in. x 10in.:; 
ning of bowl, 15 in. long; seat opening 
12 in. long. (Compare these measurements 
with those of ordinary toilets.) 
The flushing mechanism in the tank is of 
such superior material and workmanship 
that it always works smoothly and easily; it 
never gets out of order; guaranteed against 
needing repair or replacement of parts. 


DOMESTIC ENGINEERING 


BLUISH 
WHITE 








VERY woman wants a white bathroom. But she has 
noticed that some bathrooms look whiter than others. 
Maddock magazine advertising is telling her that the real 
white bathrooms have Durock equipment. 


When you make yourself known as a Durock merchant you 
tell her that you can furnish her with a real white bathroom. 
As you are aware, Thomas Maddock’s Sons Co. sells no 
goods at retail. Every Durock fixture that goes into a home 
means a sale and a profit for a Durock dealer. 

The advertising campaign that this house is carrying on in publications 
read by home-owners has one object—to facilitate the sale of Durock 
Bathroom equipment to householders by the merchant plumber. 

This advertising is accomplishing its object because it is educating the 


public to the differences between sanitary wares; telling the underlying 
reasons for satisfaction or dissatisfaction with lavatories, closets, etc. 


And it is showing why Durock is cheaper in the end than other sorts of 
ware; thus it is getting home-owners away from the idea that plumbing 


fixtures should be bought on price. 
Coated wares and inferior pottery goods do not compete with Durock 
because they do not compare with Durock. 


Therefore, those who sell them cannot compete with you, the Durock 
merchant. Your prices stand, your profit is secure. 


And there is more good-will for you in one Durock installation than 
in a countless number of price jobs. 


THOMAS MADDOCK'’S SONS COMPANY 


Oldest Sanitary Potters in America 
Trenton, N. J. 


April 3, 1926 
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MADDOCK 


DUROCK Bathroom ©quipment 
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Delegates and guests attending the annual convention of the Alberta Association of Domestic Sanitary and Heating Engi- 
neers, held at Calgary, Alberta, Canada 


Alberta Association Discusses Code 


Duncan Campbell, of Medicine Hat, elected President— 
Protest policy of Canadian National Railways 


INCE its re-organization eight years ago, the Alberta 
Association of Domestic Sanitary and Heating Engi- 
neers has not had as successful a convention, as the 

one held at Calgary, Alberta, Canada, March 11th and 
12th, at the Palliser hotel. 

A larger number of delegates than has ever before 
deliberated on association affairs, listened to the address 
of welcome by Mayor Geo. Webster, and the business and 
social side of the convention was brought to a completion 
that was most gratifying. Whether it was the optimistic 
note the mayor struck in his address, or that the time 
was ripe for such a large number of important questions 
to be settled, remains to be seen. The fact is evident, 
however, that matters relative to good harmony between 
the manufacturers and supply men on one side and the asso- 
ciation on the other, that haye been hanging fire for some 
time, were wound up in a manner satisfactory to both. 
Important steps were taken towards the standardization 
of a sanitary code for the three prairie provinces, that 
will fill a long felt want. The association itself is in a 
sounder position both financially and in numbers, than 
ever before, and shows a decided inclination to keep on 
growing. ) 

ELECTS OFFICERS 

UNCAN CAMPBELL, of Medicine Hat, was elected 

president of the association; Robert McQuarrie, of 
Edmonton, vice-president; Joseph Marsh, of Medicine Hat, 
secretary and treasurer; Charles Frost, of Edmonton, 
chairman of the sanitary committee, and J. W. Trotter 
of Calgary, chairman of the heating committee. The new 
president appointed Charles Frost and Retiring President 
J. H. Hillier members of his executive committee. Mr. 
Hillier thanked the members for the splendid support they 
had given him and asked them to do the same for Mr. 
Campbell 


DESIRE INFORMATION ON WEIGHT OF BOILER 
PARTS 

ETTERS were read from the manufacturers of brass 
.. goods relative to a request made of them at the 
previous convention regarding the standardization of their 
products, and the knowledge that they were granting this 
request was received with gratification. The desire for 
more information on the weights of boiler repair parts from 
the manufacturers of boilers and radiators, was discussed 
and action deferred to a later meeting. Owing to the 
distance from the source of supply, it is impossible, under 
the present arrangements, to, give satisfactory quotations 
for boiler extensions and repairs. This has been the cause 
of a great deal of grief between the contracting parties 
in this line of work, and manufacturers will be asked to 
lend their aid 


OBJECT TO POLICY OF RAILROADS 
HE Canadian National Railways have been installing 
"Wee and heating plants in the Province, with 
their own employes, instead of putting work in the hands 
of a contractor. As the majority of sanitary and heating 
materials are being carried west over their lines, this was 
felt to be an injustice to the trade, and an effort will be 

made to have the companies alter their procedure 
J. M. Stevenson, president of the Alberta Association 
of Architects, spoke on the “Position of the Plumber and 
Fitter to the Building Trades.’ The speaker dealt with the 
evils of the ‘‘general contract” relative to the sub-contrac- 
tor, and gave some very good advice on how to correct 
them. Major L. L. Anthes talked on ‘Rural Sewage 
Disposal Systems and Country Plumbing Installations,” 
and showed a lucid familiarity with the subject that was 
very instructive Calgary's gas inspector, E. S. Morton 


(Continued on Page 43) 
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ILVACO PRODUCTS 


A complete line of heating appliances for vacuum, vapor, hot 
water and gravity heating systems and a full line < standard 
brass valves of all types—m made right as a result of engineering 
skill, careful workmanship and quality materials and—backed 
by twenty-five years of manufacturing experience— a message 
with a meaning to the discriminating buyer. 





Write for descriptive catalog. 


MILWAUKEE VALVE Co. 


MILWAUKEE, WIS. 

















seine 





April 3, 1926 DOMESTIC ENGINEERING 43 


Alberta Association Discusses 


Code 


(Continued from Page 41) 


told of some of his interesting experiences as a gas in 


pector 


TALKS ON INSTALLATION OF GAS HEATERS 

W. THOMAS, of Kansas City, Mo., who has been 
P. “loaned” to the Canadian Western Natural Gas, Light 
Heat & Power Co., for the purpose of instruction and 
propaganda relative to gas burning installations for in 
dustrial and large heating plants, also addressed the meet- 
ing. His talk was extremely instructive and his easy 
manner showed a mastery of his subject that gave his 
attentive listeners an insight into this branch of the 


business that was very enlightening. 


PLUMBING CODE FOR PRAIRIE PROVINCES 
DISCUSSED 

STANDARD plumbing code for the three Western 
A Provinces was the subject of an address by Geo 
Taylor, plumbing inspector of Saskatoon, Saskatchewan 
Mr. Taylor is an ardent student of the findings of the 
Hoover committee in its research work on sanitation, and 
has made many tests of his own. As a result of his talk 
a resolution was passed to ask the Department of the Board 
of Public Health for the Province of Alberta to discover 
through tests, at either the University of Alberta or the 
School of Technology, to what extent the findings of the 
Hoover committee would be applicable to the prairie prov 
inces, and when the tests are completed to call the plumb 
ing inspectors from the principal towns, along with the 
accredited representatives from the provincial associa 
tions, of the Western Provinces, for the purpose of draft- 
ing a sanitary code suitable for-the three provinces. It is 
not hard to realize the benefits that will be derived from 
this action, should it materialize, and great credit must 
be given to Retiring President Hillier for inducing the 
executive committee to bring Mr. Taylor to the convention. 


EXPLAINS MECHANICS’ LIEN LAW 


M. PORTER, a Calgary attorney-at-law, talked on 
Re ns Mechanics’ Lien Law as Affecting the Sub- 
Contractor.” The subject was in very capable hands, and 
in future, if members get into difficulties with this par- 


ticular brand of legislation, it will be their own fault 


BANQUET AND AUTO RIDE A REAL TREAT 
i em climax of the convention was the banquet ten- 


dered by the Calgary Association, at which ninety-five 
were present. The usual speeches and entertainment, both 
of a very high order, were thoroughly enjoyed. The 
main talk of the evening was given by W. G. Carpenter, 
principal of the School of Technology, on 5‘The Schools’ 
Contribution to the Apprentice.’” Mayor Webster's re 
marks were very gratifying, when he said that he knew 
and appreciated just what the deliberations, emanating 
from the convention, meant to the health and welfare of 
the community at large. The evening was rounded off 
by the singing of “Auld Lang Syne.” 

As an added attraction the delegates and visitors, filling 
twenty-one cars, were driven to the Turner Valley Oil 
Fields on Saturday morning. The scrubbing plant, where 
the Calgary gas is cleansed before it reaches the city, was 
a source of great interest as well as the producing wells 
ind those in the course of being made producers, 

































































rhe new Honey- 
well Type D elec- 
tric Regulator 
Motor climinates 
six parts that 
sometimes cause 


Cuts Out Possible 
Trouble Makers 


The new Eoneywell control motor for 
automatic room temperature regulation op 
erates without six parts commonly em 
ployed in electric motor design. 

Every one of these parts is a possible 
source of trouble. Therefore, Honeywell de 
termined to do without them. 


There is no motor in this field so simple 
as Foneywell’s. 

That’s why it does its work with such un 
failing regularity. That’s why it rarely, if 
ever, needs service attention. That's why it 
has won the favor of so many heating plant 
manufacturers and oil burner makers. 

Above all, that’s why you can recommend 
Honeywell Controls in preference to all other 
temperature regulators. ; 


Sold only through the regular channels of 
the trade. 

Look over the list of domestic oil burner 
listed as standard by Underwriters’ Labora 
tories, Inc. The fact that a majority of the 
important ones is equipped with Honeywell 


Controls indicates a very definite superiority 
And that majority is increasing every month 


The Honeywell Heating Specialties Co. 
Wabash, Indiana 


HONEYWELL 


Temperature Regulators 
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John Hagerty says: 


What’s that? 
Brass cheap 


GALPHA 
B 


rass Pipe 


Pagers Brass Pipe contains only 
Alpha crystals. It is a fine-grain, 
dense, ductile and tough metal. It makes 
perfect bends, threads and cutseasily and 
offers even greater resistance to corrosion 
than ordinary brass pipe. Full details in 
our Alpha Brass Book 


CHASE COMPANIES 


INCORPORATED 
WATERBURY, CONNECTICUT 
Chase Metal Works — Chase Rolling Mills 

STOCKS 


Chase Brass Companies, Inc., New York. 
Chase Companies of New Jersey, Newark 
The Ohio Chase Company, Cleveland 
Chase Companiesof California,San Francisco, 
Angeles 
OFFICES 
Boston New York Philadelphia Rochester 
Pittsburgh Chicago St. Louis Denver Atlanta 
Members Copper and Brass Research Association 
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WENTY years ago, the plumber was low- 
priced labor. Brass pipe was 23 cents a 
pound for *4-in. pipe. 

Today, the plumber is high-priced labor. 
Brass pipe is still only 23% cents a pound 
for better pipe of the same size. 

What does this mean? 

Formerly, what counted was the price of 
pipe. Today, it is the price of the plumber 
and supervision. These two cost so much 
that it is poor business to use anything but 
the most lasting pipe. 

So, brass pipe is no longer expensive. It 
is the way to get your return out of high- 
priced labor. 

Even Alpha Brass Pipe is no longer ex- 
pensive. In fact, it is the best way to get 
your return out of high-priced labor. It now 
costs no more than ordinary brass-pipe, and 
it is far tougher, safer, more resistant. 
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Missouri to Push Health Measures 


(Continued from Page 37) 


Mr. Nash told of the endowment of a chair in plumb- 
ng, heating and ventilating at Carnegie Tech., by 
Theodore Ahrens, stating that this will make possible 


further training and further research and development | 


along plumbing, heating and ventilating lines. He re- 
ferred to the need for teachers in trade schools, a shortage 
of which must be overcome in order to make educational 
work possible. Two teacher training courses have been 
held in Pittsburgh in an effort to take care of this phase 
if the work. 

Mr. Nash stated that the Pittsburgh commission would 
be glad to co-operate with any group interested in educa- 
tional thought. His only reason for appearance at the 
convention, he stated, was to urge the starting of educa- 
tional work among apprentices. He offered his company’s 
services and help in supplying material for use in trade 
schools. 

E. J. Hanley, St. Lonis, told of the work along these 
lines being conducted in the Rankin Trade School of that 
city, and later some of the visiting members went through 
this school on a sight-seeing trip. 

W. L. Clucas read a paper on ‘‘How to Secure a Full 
Quota of Apprentices and Prepare for Their Training.” 
He advised co-operation between the boy, his parents, his 
employer, journeymen and the school. He stated that a 
guarantee of continuous employment would be an induce- 
ment to the boy and suggested better wages, as well. The 
vocational school offers the best opportunities for a boy 


to learn shop theory and the numerous applications of | 


science necessary in the plumbing business, but, Mr. 
Clucas pointed out, the boy should be trained in the shop 
as well. The employer should take an interest in him 
and show him sympathy. 


SANITATION 

TATING that his own experience as a plumber gives 
- him the viewpoint of a plumber, Adolph Mueller, 
president of Mueller Co., Decatur, Ill., spoke on the gen- 
eral subject of ‘‘Sanitation’’ and reviewed various phases of 
the plumbing business and its importance to civilization. 
He was of the belief that efforts to put our industry in 
its proper place before the public are bearing fruit. He 
stressed the importance of combatting the pollution of 
water supplies and, in this connection, pointed out the 
need for proper drainage. He, then, gave some of his 
ideas on how a plumbing business should be run. He 
recommended that stores should be neat as possible, every 
person in them should be neat, every show window should 
be kept clean and side lines, like vacuum cleaners, wash- 
ing machines and the like should be carried. In order 
to attract women, a counter of cosmetics would be a 
valuable addition to a plumbing store, he thought. 

He said that it was estimated that $876,773,800 worth 
of plumbing and heating goods was sold during 1925. 
Plumbing amounted to $529,952,000 and heating to 
$346,816,000, approximately. If there is a total of 23,000 
plumbing and heating merchants in the country, this would 
mean an average business of $38,012.60 per year. On 
plumbing alone the average would be $23,041.60. This 
s for material alone and does not include the installation 
of goods. But when such a volume is compared to that 
of the automobile industry, which did a $5,000,000,000 
business last year, or to that of the chewing gum and 


beauty parlor industries, it becomes evident that the | 
proper merchandising of plumbing goods would find a | 


arge, unexploited market, Mr. Mueller observed. 


LANCASTER, 











; Warehouses: Chicago, Ill; Gadsden, Ala. 
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Where electricity is not available, install one of our 
Everite Gasoline Engine Shallow Well Pumps, capac- 
ity 400 gallons per hour. So simple a child can operate it. 


4-cycle engine; valve in the head construction; no 


cranking. 1 quart of gasoline will operate it at full capac- 
ity for three hours or more. 


Write for details today 


EVERITE PUMP & MFG. CO. 





STRINGER 


E. H. Cast Iron Bungalow Stack 


With Bath Revented Through Basin Waste 
(For Cities Where Wet Vents are Permitted) 


~ 386 nore 


~ ] Stack 85 


a. 
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~ LIST PRICES 
Fig. 
— an eee $2.40 
at ze eee 3.20 
iwis sf 244C. 2.90 


NOTE: Figs. 205 and 244C 
are made bes enough to 
YUL LUTL LULL Weess = a spread of 27”—and 

cing scored may be cut off 
() er i to meet any required meas- 
Hi | | urement less than 27”. Fig. 
| 238, Basin Waste, is adjust- 
able from 15” to 18” with- 
out any cutting. 

















Ask your jobber for discount on Stringer Fittings. 

Write for Catalog ‘“‘K"’ showing this and many other wet 
vent stacks, or Catalog ‘“‘H’”’ showing each fixture sepa- 
rately revented. 


STRINGER BROS. CO. 


1100 W. 38th Street : Chicago, Illinois 
Factory: Gadsden, Ala. 
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Improved Model ‘“R’’ 
Automatic Cellar Drainer 


will carry it away without trouble or main 
tenance. Contractors seed it to drain ex- 
cavations. Manufacturing plants use it 
to keep boiler, scale, elevator and flywheel 
pits dry and sanitary. Home owners find 
that it furnishes positive protection against 
flooded basements. 


Why not get your share of “Pen- 
berthy”’ Profits now that the melting 
ice and snow are bringing home iis 
need to the consumer? Full details 
gladly furnished. 


Penberthy Injector Company 


Established 1866 


1260 Holden Ave. - - Detroit, Mich. 
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M Mueller’s talk on the necessity of drainage resulted 
i passing of a motion, presented by E. J. Hanley, to 
ippoir committee to represent the association in any 
tivity aimed to secure proper drainage. 








fop picture, left to right: Mr. and Mrs. R. F. Sellers and 
Gieorze Suter, all of Sedalia, Mo.—Bottom picture: A. J. 
Lorenzen; W. L. Clueas, president of St. Louis association, 


and A. G, Maier. all of St. Louis, Mo, 
PRESIDENT’S REPORT 

SATTERLEE'’S 
the 


report emphasized the 
Mr. Satterlee 


membership during the 


y RESIDENT 
need 
that 


building association. 
his 
presented many problems and asked that this 


taking care of this work 


for 


up 


tated work to increase 
last year 
methods of 


convention discuss 


better As a result of such discussion, it was decided to 
one the st; in the manner outlined under the report of 
resolutions His report described the ‘‘Make a Wholesaler 
a Wholesaler” at Portland last June 
as something which will mean a new day for the industry. 
Ile, the of a registration fee 


for each person attending a convention, in order to help 


ite 


resolution adopted 


also, recommended charge 


defray expenses. This suggestion was adopted later as a 
resolution, the fee being set at five dollars. It shall be 
optronal, however, with the local association whether the 
fee is accepted or not 


COMMITTEE REPORTS 
( er report of the Legislative Committee, read by D. 


J. Collins, St. Louis, was devoted mainly to the need 
stations. The increase in the number of auto- 


tor comtort 


mobiles and the development of Missouri's highways make 


the necessity for such facilities for tourists one that mas- 
ter plumbers should lend their efforts to take care of 
The committee’s recommendation was that the State Board 


of Health include this important work in its activities for 
the year 

convention was visited by W 
Johnson, sanitary of the State 
Board of Health Mr. Johnson described the work being 
done by his department to establish comfort stations along 
the This held up in the 
hecause of the attention that was first needed by the roads, 


the 
engineer 


In this connection 


Missouri 


scott 


highways. work has been past 


but now that progress is well along on the improving of 
the state highways, the need for proper sanitation is being 
taken care of by the State Board of Health. A good 
water supply and a proper system of sewage disposal 


along the highways are the aims of the board. The board 
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RE-NJ Sink Faucet Shown above is K 905S 


‘Stardard” 


BRASS GOODS 





“Standard” Brass Plant, centrally located at 
Louisville, Ky., is largest in the world devoted exclu- 
sively to the manufacture of Plumbers’ Brass Goods 


New 


York 
Lavatory 
Fitting 










Re-n) Concealed 
Sink F iting > 


ye 
ey 
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YOUR 
a CUSTOMERS 


ink of Brass 


as Part of 
the Fixtures 


the customer’s mind, a “Standard” 
Plumbing Fixture includes the Brass Goods. 
He expects that it will be completely 
“Standard” when it is installed. 


It is easier to use “Standard” Brass Goods 
than it is not to. You can get them quickly 
from your Jobber, packed in handy cartons. 
They are easy to install because they are 
made to fit the fixtures. 


You are playing safe when you use 
“Standard” Brass Goods. They harmonize 
exactly with the beauty and high quality of 
Standard” Plumbing Fixtures. They will 
not “back fire” on your profits and reputation. 
Your customer is satisfied and stays satisfied. 
He has gotten what he paid to get. 

Your customers are ahead, you are ahead 
when you insist that your Jobber give you 


“Standard Brass Goods. 





Standard Sanitary Wfo. Co. 
Pittsburgh « 
> i 
ees el 
\ 
Donora K710S 
Lavatory Short Spout K 930 
Fitting K711S Re-w Laundry 
Long Spout 
Tray Faucet 
i 
Sv, +i 
Ruths — ‘ 
mls * 
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“TRIUMPH” 
BRASS TRIMMINGS 


Standardized—Tested the 
equal of fifteen years of 
service—of typical Clow 
quality 


at popular prices 





Combination 


ver Handles 


**Triumph"’ Wash Sin 








PREFERRED FOR EXACTING 
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PLUMBING SINCE 1878 














Before the new Clow ““Triumph’’ Brass 
‘Trimmings were put on the market they 
were tested to the equal of fifteen years 
of service. 

Faucets were opened and closed, under 
city water pressure, more than 200,000 
times. 

After the test, wear on the valve seats 
and other working parts was measured. 
It was found to be so slight that the 
faucets looked good enough for another 
*“fifteen years’ test. 








As a result when an architect specihes, 
or a plumber installs, Clow ‘“Triumph’’ 
Brass Trimmings he is assuring his cus- 
tomer of long, trouble-free service. 


ton Faucet with 


1 China 


Com press 


“Triumph” 
Four Arm Sol 


Indexed Handle 


_ And should any trouble develop, Clow 


Some of the fittings that complete *“Triumph’’ Fittings can be quickly and 


the ““Triumph’’ Line are shown 
$ above. Have the Clow Man in § 
| your territory show them to you. | 


S™{QG 





s 


AQ qq 





The working units 
TRIUMPH [28] BRASS 
readily interchangeable 





Tested to the Equal of 
Fifteen Years of Service 


easily fixed. “The working units of most 
of the fixtures are standardized to such 
an extent that they are readily inter- 
changeable. 
a) ‘ tires a . 
So, Clow “Triumph’’ Brass Trimmings 
do three things: 
They give the user long, trouble-free 
service. 
They give the architect a reliable method 
forfreeing his clients from leaky, trouble- 
some, brass goods. 
They give the plumber a line of brass 
trimmings that wins customers for him 
—and a line that is easily handled. 

° . Clon - ; 
And, this new Clow ““Triumph’’ Line 
of Brass Compression Trimmings sells 
at popular prices. 


JAMES B. CLOW & SONS, 201 to 299 N. Talman Avenue, CHICAGO 
Offices in Principal Cities 
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has specified the requirements for approved highway com- 
fort stations, and the coming year will see Missouri's roads 
well equipped with these conveniences. Signs will be 
prominently displayed to guide the tourists to both rest 
rooms and sources of pure drinking water. 


The Sanitary Committee recommended that a close con- | 


tact be maintained between the association and the State 
Board of Health, so that the establishment of water sys- 
tems in small towns could be pushed. This committee, 
also, recommended that the state law be amended to pro- 


vide for the adoption of a state sanitary code, based on | 


Hoover’s twenty basic principles, this code to apply to all 
cities and counties having a water works. This recom- 
mendation was adopted as a resolution by the association. 

Along these same lines, it was resolved that the asso- 
ciation work to have a state board of examiners created 
to examine plumbers, this board to be self-sustaining from 
the fees and licenses received 


RESOLUTIONS 

HE Missouri association passed several resolutions in 
T addition to those already mentioned. It decided that 
the state should be divided by the incoming president and 
board of directors into five zones. 
appoint a representative for each zone to be known as 
Zone Director, who shall represent the president in each 
respective zone in the furthering of association work. It 
shall be the duty of the president to call a meeting of the 
zone directors within six months of each annual conven- 
tion. 

Since the state law providing for the examination of 
plumbers does not specify that the applicants must be of 
legal age and, as the state does not recognize the respon- 
sibility of minors, the association instructed the legislative 
committee to attempt to secure the necessary amendment 
to the law to prevent the licensing of minors. 

Resenting the plumber jokes appearing in cartoons and 
stories in newspapers, the association instructed the in- 
coming officers to appoint and maintain a State Publicity 
Committee which will be authorized to protest against and 
correct any comical and ridiculous statements reflecting 
on the plumbing profession. 

Because in some parts of the state inspectors have been 
appointed who are not qualified to act in that capacity, 
the association adopted the resolution that members 
should refer any such cases to the legislative committee, 
and that this committee should refer the complaint to the 
Board of Health in the county where such violations of 
the law exist, with a view of having persons appointed 
who meet the requirements of the law for plumbing in- 
spectors. 


1927 CONVENTION 

OINTING out that the most important lines of activity 
P ahead for the association apply to health measures, 
C. L. Kennedy, St. Joseph, made the statement that Jeffer- 
son City, the capital, would be the logical place for the 
1927 convention. However, he stated that St. Joseph 
wanted the 1927 convention, and he, therefore, recom- 
mended that the matter be referred to the incoming offi- 
cers for the final decision. If Jefferson City cannot have 
it, St. Joseph wants it. 

At this, the conclusion of the three-day convention, Mr. 
Hornbrook presented retiring President Satterlee a hand- 
some gun and gun case as a gift from the association, in 
recognition of his services during the past year. 

The EverHot Heater Company, Detroit, presented a 
Junior Heater to the association, which was awarded to 
D. J. Collins, St. Louis. 


The president shall | 
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Patent Plumbing Fixtures 
and Duojet Water Closets 


LINE representing the most advanced ideas in 

sanitation. Economy of operation and ease of in- 

stallation. Duojet Closets—Flush Valves—Urinals— 
Drinking Fountains— Self-Closing Basin Cocks—Liq- 
uid Soap Fixtures, etc. | 
Manufactured and Sold Exchastoely by | 


THE IMPERIAL BRASS MFG. COMPANY 

1231 West Harrison St. CHICAGO | 
New York Office, Room 514, 51 E. 42nd St, | 
Pacifie Coast Representative, H. H. Chaffee 

741 Call Bidg., San Francisco 





1234 8. Broadway, Los Angeles. 











Backed by thirty- 
seven years of 


manufacturing 
experience 


The Ohio Brass Co. 
Mansfield, Ohio 


b VALY 


























FLOOR & CEILING PLATES 











Beaton & Cadwell’s “‘Perfection”’ 
No. 10 Floor and Ceiling Plates 
pay dividends in satisfaction — 
they save you time and money. 
They stay put. 





he 
BEATON &aCADWELL MFG.CO, 
&stablished 1894. 


° CONN. 


APAS COL: 


Steel Water Heaters 


Made as sturdily as the famous 
Kewanee Boilers. 


KEWANEE BSILER COMPANY 


Kewanee, Illinois 
Branches in Most Leading Cities 
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Oiling System 





One Reason for Uniflow 
Superiority ~ 


One of the exclusive features of the Uni- 
flow Shallow Well Pump is its OILING 
SYSTEM~—the heart of any piece of 
machinery. The Uniflow delivers a flood 
of oil direct to every bearing. It is so 
simple it cannot fail or get out of order. 















A leather disc—-2—1is attached to and 
revolves with the crank shaft—10. This 
disc is notched to pick up the maximum 
amount of oil and throws a heavy spray 
outward and to both sides. On one 
side it is collected by a rib-—-13, and fed 
through a channel—11, onto the main 
bearing--9. Cn the other side, it is col- 
lected by the projection—3, and fed onto 
the “U”’ shaped connecting rod—7, flow- 
ing down to the crosshead—-5 and wrist- 
pin--1, thoroughly oiling the crosshead 
and crosshead bore. The crank bear- 
ing —4, dips on each revolution into the 
oil reservoir. 





















An oil collar on the hub of the pump pul- 
ley prevents oil from working out of the 
main bearing onto the pulley and the 
belt. 










This, forms a positive and constant oil 
feed to every bearing. There are no 
closed oil passages to clog and all oil is 
fed from one main reservoir. 












This distinctive Uniflow feature is your 
guarantee against burned out bearings 
and expensive service. 








Install Uniflow for satisfied users and 
repeat orders. 


“The Uniflow Pump & Mfg. Co. 


The House of Guaranteed Products 


DAYTON, OHIO, U.S. A. 










Fifth and Perry Streets 





Mention Dom 1¢C ENGINEERID vhen writing advertisers, 
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ENTERTAINMENT 

NE of the finest features of the convention was the 
O entertainment provided by the St. Louis association 
for the ladies, delegates and guests. The committee in 
charge of arrangements was headed by S. A. Kiernan, 
a good time is nation-wide. 
Assisting Mr. Kiernan were L. McNamara, Jere Sheehan, 
r., John J. McCue, W. L. Clucas, Edw. Quinn, William M. 
Daly and Henry Fienup. 


whose reputation for providing 


There was a reception commit 
tee, a banquet committee, an automobile committee, and 
an entertainment committee, whose efforts resulted in a 


typically successful St. Louis convention 





Top picture, left to right: Mrs. E. D. Hornbrook and Mrs. 
Geo. E. Satterlee, both of Kansas City, Mo., and EF. J. Hanley, 
of St. Louis, newly appointed secretary of Missouri State 
Association.—Bottom picture: Mrs. J. J. Cunningham and 
Mrs, W. C. DeBold, both of Kansas City, Mo. and A. A. 
Zertanna, of St. Louis, past state president 

The first night of the convention, a reception had been 
arranged. Ladies and gentlemen were entertained by a 
number of vaudeville stars and the evening was topped off 
by the serving of refreshments. On the second evening 
a big dinner dance was held in the ballroom of the Statler 
Hotel. At the dinner Jere Sheehan, Jr., acted as toast 
master and called for short talks from FE. D. Hornbrook, 
L. McNamara, George Satterlee, William Daly, Mrs. Horn 
brook and for the address of the evening from Henry 
Kiel, former mavor of St. Louis. After the dinner the 
huge crowd enjoyed a wonderful dance. A theater party 
was held the third evening. 


LADIES 
LARGE number of ladies graced the convention. Sep- 
A arate entertainment was provided for them during 
the time when they f the men’s activities. 
They attended the opening session of the convention and 


were not part o 


many of them visited the convention hall to ligten to mat- 
ters in which they were interested throughout the three 
days. The first afternoon a reception, entertainment and 
luncheon were provided for them in the hotel. On the 
second day they were conducted on a shopping tour and 
had luncheon at the Missouri Athletic Association. And 
on the third day they were 
the boulevards of St 
Cathedral and St. 
it the Coronado Hotel. 


taken for an auto ride over 


Louis, visiting the Scottish Rite 


Note Many fine papers were read at this Missouri conven- 
on, Which lack of space prevents using in this issue These 


ill appear in next week’s “Domestic Engineering.” 











Louis Cathedral. They had luncheon 
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Protection 
and 


‘Convenience 





PROTECTION bec racked sections and burned 
boilers are next to impossible with a McDonnell ¢& 
Miller Duplex Water Feeder. 

CONVENIENCE because you can forget the water 
line—manual control is eliminated. 

That’s why McDonneli& Miller Duplex Water Feeders 


are so popular with heating contractors, 


Ask for Bulletin D 5 
j 


ause ¢ 


MSEDONNELL & MILLER 
WRIGLEY BUILDING, CHICAGO 
Eastern Warchouse Stock, Bush Terminal, N. Y 














heel Nipples Marked 


weight pipe ‘“‘BYERS STD”’ 
Nipples made from extra 


heavy pipe “BYERS XH’’ 
Specify BYERS genuine 
wrought iron nipples, and look 
for the BYERS name stamped 


in the metal. 


To provide double insurance 
against mistakes, the Byers 
Name and the weight or thick- 
ness are plainly stamped in the 
metal as indicated on above 
illustration, thus 


| Nipples from standard 


A. M. BYERS COMPANY, Pittsburgh, Pa. 


Established 1864 





Ask for profitable details on the 24 gal. Unit 





THE CLEVELAND HEATER CO. - Cleveland 


the quality Water Heater Builders for ower 20 years 











On all Lavatories 


use 


Speakman Lavatory 
Fixtures 


SPEA K MA N COMPANY 


WILMI? DELAWARE 














‘SPEAKMAN SHOWERS 


AND FIXTURES 
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Let us pay your fare to the 
Louisville Convention ~ 


Think of it! A 


—or hand you 22 stort 


Ooo vention or $100 

~ ] Oo? in cash as first 
prize and 29 

f other substantial 

in Cash prizes—all for 
* the best EverHot 

window displays. 


Just put an attractive EverHot display in your 
window—have a photographer snap it—send in 
the photograph and you're in the contest. 


EverHot even pays your photographer's bill. 


You not only have a chance to win a valuable 
prize but you'll also build more business. It is not 
necessary that an EverHot Heater be used in 
connection with your display in order to compete 


in this contest. 


Read the rules and act quickly. The contest 
ends May 15th and prizes will be awarded and 
announcement made before June 10th, 1926. 


EverHot Annual _ 
Master Plumbers’ Contest— 


Contest Closes May 15—Prizes Awarded Before June 10th, 1926 
RULES The Judges 


g 


1. Contest opens March 15th, 
1926—closes May 15th. 

2. Photographs should not be 
less than 6x8 nor larger 
than 8x10. 

3. None but Master Plumbers 
in United State eligible. 

4. Photographs not to be 
mounted. Send print only. 

5. Put name and address on 
back of photograph. 

6. Enter as many photographs 
as you wish, as long as 
each is a different window 
display 


John 





@ 


sees . Shuell, 
Reerifot He — 





Pest, Presta 
Nattonal Assoctation 
of Master Plumbers . 








PRIZES 


First Prize—$100.00 or a 
round trip to the Louisville 
Convention. 


Second Prize—One Junior 
EverHot Heater. 


Third Prize—One Baby Grand 
EverHot Heater. 


Fourth Prize—-$25.00. 
Fifth Prize—$10.00. 


Sixth to 30th Prizes—Each a 
handsome ash tray. 


EverHot Heater Company - 5211 Wesson Ave., Detroit, Mich. 
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WATER HEATER 
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the water level draws down to the point where air enters 


Principle and Benefits of 
Siphonage 


(Continued from Page 23) 


through the holes in the cylinder, and breaks the action. 
The tank then begins to fill, and when the proper level is 
reached, the tank again siphons, and so on, so long as 
water is admitted to the tank. 


' ‘ Fig. 12 shows the application of the automatic tank 
ibe, and atmospheric pressure on the surface of the water 


, shy to the flushing of lines of fixtures 
the tank will at once force it into the tube, through 


=. SIPHONAGE AS APPLIED TO URINALS AND SEPTIC 


§ | AUTOMATIC TANK 
it S/PHON TANK N ADDITION to its application to the operation of the 
water closet and water closet range, the principle of 














siphonage has also been applied to several types of urinals. 





As all of us know, the principle of siphonage underlies 





the action of many different types of tank valves 
| 7ANK SUPPLY In the disposal of the discharge from septic tank 


automatic sewage siphons play a great part, and solve 
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Fig. 13. The siphon as applied to a septic tank 
<fLUSH FOR LOWER FLOORS 








Vig. 12. Application of the automatic tank to the flushing of quite a problem. Ina great many instances where septic 
lines of fixtures tanks are used, final disposal of the partially purified 


sewage is made into an underground system of loose-joint 


which it discharges to the flush pipe and thence to the tiling, and it is readily understood that if the septie tank 


fixtures to be flushed. This siphonic action continues until simply discharges by overflow, the discharged sewage would 


PITTSBURGH ENGIN 


_ MANUFACTURERS OF 


CAST IRON FITTINGS 


We manufacture a full line of Cast 
Iron Screwed and Flanged Fittings, 


Flanges and Flange Unions for 
Steam, Gas, Water and Oil- Stand- 
ard and Extra Heavy. 


PITTSBURGH ENGINEERING CO. 


Main Office and Works 
JEANNETTE, PA. 





ee wee ee ee 


eee moter eng en, 





aerate amen gee tayennamne 



















ene 





54 DOMESTI( 


“THE LEAD RING IS THE THING” 
Now Furnished Both Male and Female 


The American 


Waste Connection with 


aa <=" cad Ground Joint Ring 


Saves Time, Money and 
Grief 


=> 





- Assures a Tight 


Joint. 





American Sanitary Mfg. Co. 


Abingdon - - Illinois 





WATER SYSTEMS 


FOR HOMES:-FARMS-PUBLIC 
AND PRIVATE INSTITUTIONS 


Running Water—-Myers Water Systems provide it for country 
and suburben residences, summer homes, farms, plantations, 
public and private institutions—-small capacity hand operated 
outfits, medium and large capacity systems for operation by 
engine or motor, automatically controlled Electric House Pumps 
and Direct Water Systems—you will find a Myers of the right 
size and style for your own needs, and regardless of the Myers 
System you choose, it is guaranteed to give entire satisfaction if 
properly installed and operated. Catalog and prices to the trade. 


The F.E MYERS & BRO.CO.Ashland Ohio. 


—ASGHLAND PUMP AND HAY TOOL WORKS 
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Automatic Gas Water Heater 


When it comes to actual 
performance in homes over 
a long period of years, 
there is no water heater 
that delivers like a 
Humphrey Automatic. 
Any good plumber can 
tell that by looking at it. 


Humphrey Company 
(Die. Raud Mfg. Co.) 
Kalamazoo - Michigan 





Type “A” 








Meet roved oO 
ree MTT 
With 8-Day Clock----7 Jewels 


I (+) 
Thousands in Service Giv- 


ing Complete Satisfaction. 


INNEAPOLIS 
SAIEAT REGULATOR CO. 
BS) 2801 Fourth Ave.,So. - Minneapolis, Minn. CN 
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pread over a very limited area, and by giving it too muc! 


work to do, would soon pollute the soil By means of an 


itomatic siphon, acting at intervals, it will be seen that 
the tank may discharge its entire contents rapidly int« 
the underground disposal system which would readily 


distribute the sewage evenly over the entire area. Inas 
periods of rest are very essential in this work, 

vill be seen that the intermittent operation of the siphon 

exactly the right method to use 

In Fig. 13 we give an illustration showing a cross set 
tion of a septic tank, with the sewage siphon placed in a 
discharge chamber. The raw sewage enters the tank from 
the house, and by septie action, the solid matter contained 
n it is reduced to liquid form, and in this way prepared 
or further purification 

It may be of interest, in passing, to mention a feature 

mnected with septic 


tank work, concerning which thers 


considerable misunderstanding. Many have the belief 


that the action of the septic tank renders raw sewage 
armle This is not true. The chief result obtained 
eduction of the solid matter in the sewage to liquids 


going is this action, which by the way is not 


chemical nature, that such solids as bones, leather 


reduced in time, to liquid form After this action 


has taken place, the sewage must then be further purified 


before it i afe, and many times this final purification is 
made by discharging the septic tank to an underground 


on system. It is here that the sewage siphon comes 


pla a hown in Fig. 13 Fig. 14 gives a larger view 
KY 7 
LZ 

















ig. 14. Details of the siphon shown in Fig. 13 


of the siphon, the working parts being shown in cross sec- 
tion. The operation is as follows: The siphon is composed 
of two principal parts, the dome and the trap, the latter 
being so set that the bead X comes level with the bottom 
of the siphon chamber. The trap is first filled with water 
until it runs over at the short leg. The dome is then 
set in place, and the apparatus ready for work. 

tank, it will after a while 
cover the end of the vent tube Z, thus confining the air 
in the dome, which is under a constantly increasing pres 
to the increasing depth of sewage in the tank 


As the sewage rises in the 


ure, due 
This compression of air exerts sufficient pressure on the 
sewage in the long arm of the trap, to make it overflow 
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| The Richmond Foundry & Mfg. Co., 


In RICHMOND, VIRGINIA 








































































































“VPM 
SORRY, 
BUT —” 


Stop Making Excuses! 
for 
Rough Castings 
Delayed Shipments 
and 
Bungled Orders! 


WE SHIP YOU 
Clean-cut castings 
direct from warehouse 
stock and we 
pack, ship and invoice 
EXACTLY 
as you direct. 


ORDER NEXT TIME 


from 


**A Dependable 
Source of Supply 


9°? 
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No. 250 —~ Quaturn 
Concealed Lavatory 
Fixture, with Brown 
Pop-Up Waste. china 
escutcheon, four-arm 
china index handles 
and nickel-plated brass 
mixing spout 


No. 183 — Quaturn 
Basin Fixture with mix- 
ing spout and china 
index handles Ad 

justable from 6 in. t 

15 in., fitting openings 
on old lavatories, wit! 

out interference witt 
any type of waste 


No. 277 —Quaturr 
Basin Faucet with top 
four-arm china index 
handles 


0. 178—Chicago 
Standing-Waste Batt 
Fixture: 2 concealed 
( urn valves: four 
na index 

china es 





top spout 
supply 2-inch stand- 
ing waste. Piping and 
tees all brass Com- 
pletely adjustable. 


153 — Quaturn 
Sasir Faucet, side 
handle Unusually 
attractive design 


No. 258 Quaturn 
laundry Tub Faucet 
with swinging spout 
rough nickel - plated 
Univers @djustment 
will fit any tub and 
connect with any pip 
ing arrangement 
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The Classic is Not 


the Whole Show 


The Classic has opened the eyes of a lot of plumbers 
to what can be done with a fine fixture at a good, 
substantial price. It has given the plumber a good 
profit, and the user, genuine satisfaction. 


But the Classic Sink Fixture is not the whole show. 
Chicago Faucet Fixtures of the same high quality 
are made for the laundry, the lavatory, the bath. 
Some of them are shown in the accompanying 
illustration. 


They are good to look at; they are easy to install; 
they all have the standardized, renewable 
working unit that simplifies repair work and 
makes Chicago Faucets outlast the building. 


You can’t do anything better for your customers or 
yourself than by displaying and selling the com- 
plete line of Chicago Faucets. 


Send for new catalog and price list 


Standardized, renewa- 
ble working unit. Con- 
tains all wearing parts 
seat separate from 
main body casting. 
Easy to repair, and a 
lifetime of wear 


THE CHICAGO 
FAUCET CO. 


2700-22 N. Crawford Ave 
CHICAGO - ILLINOIS 


CHICAGO 
FAUCETS 
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from the short arm. Finally, when the sewage almost 
reaches its highest level, the sewage in the long arm will 
have been forced down to the top of the bend, and the air 
compressed to such an extent that sewage will almost 
overflow into the upper end of the long arm. As the level 
rises still higher, a bubble of air will be forced over into 
the short arm, and because of the velocity at which it rises, 
it causes a small amount of sewage to pass out of the short 
arm. The seal of the trap is thereby weakened to a small 
extent, and larger bubbles rapidly follow, the seal being 
weakened so much that the sewage in the tank forces the 
air out of the siphon, setting it in full operation The 
siphon continues to operate until the sewage level drops 
to such a point that the end of the vent tube, Y, is un 
covered. The siphon 
then stops, waste fills 
~ the trap, and the 
f= siphon is in readiness 
| for the next opera 


tion. 
THE SIPHON AS AP- 


PLIED TO WATER 
SUPPLY 


1—}< y—1~ PYNHE FOREGOING 

aw eA | is typical of the 

: ee action of automatic 
Ps \\ sewage siphons in 
Pa \\ general, The principle 


of siphonage is also 
sometimes applied to 
Fig. 15.—How to relieve a \“ the obtaining of a 
water supply siphon of air water supply under 
certain conditions. 
When there is a hill, for instance, between the source of 
supply and point of delivery, about the only method that 
can sometimes be employed is the siphon. 

The great difficulty in obtaining a supply of water by 
siphonage is the accumulation of air at the high point. 
Jut little trouble is found from airlock in siphons that 
have to lift water through heights of 10 ft. or less, and 
deliver the water at points low enough to produce a strong 
flow. In such siphons, the air contained in the water is 
carried along with it, and no trouble is caused. 

When the lift is over 10 to 15 ft., trouble begins, and 
increases as the lift increases, especially when the crown 
of the siphon is sharp and therefore not able to hold much 
air. In this latter case, a siphon generally becomes water- 
logged in a few hours. The air accumulation is sometimes 
relieved by the use of valves operated by hand, or by 
means of a pump connected at the high’ point, by means 
of which the air is pumped out. 

A very good method for relieving a siphon water supply 
system of air is illustrated by Fig. 15. At the high point 
of the siphon, an air chamber is connected, the same being 
made of pipe, and of such size as to hold an amount of 
air equal to that which the siphon accumulates in a period 
f one or two days. The end of the chamber has a reducer 
with pipe plug, and just below it a funnel-shaped vessel. 
In using this device, a shut-off is required at the end of 
each leg of the siphon. When air-lock has stopped the 
peration of the siphon, both stop cocks should be closed, 
nd the filling plug removed. Next fill the siphon and 
hamber with water, including the funnel-shaped vessel at 
the top of the chamber. When the siphon has been filled, 
replace the plug, leaving the water in the receptacle as a 
tell-tale against leakage around the plug. Finally, open the 
top cocks. The siphon will then operate until the next 
ir-lock occurs. 
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ine Valves 


There is no corrosion, no sticking at 


Fire 


the seat, when one of these valves is 
opened—no leaking when closed. It 
is suited for 250 lbs. pressure, 500 
Ibs. test. The wheel is enamelled 
red for greater visibility 


In the selection of fire line valves 
the Jenkins ‘‘Diamond”’ mark has 
been the guide of the engineers of 
hundreds of leading hotels, hospitals 
and public buildings throughout the 


country The wide use of the 
Jenkins Fire Line Valve is a vote of 
confidence in the sixty years repu 


tation of the makers 





JENKINS BROS. 


80 White Street New York, N. Y. 
524 Atlantic Avenue Boston, Mass 
133 No. Seventh Street . Philadelphia, Pa 
646 Washington Boulevard. .Chicago, Ill 
JENKINS BROS., LIMITED 


Montreal, Canada London, England 


Always marked with the Diamond’ 


enkins Valves 


SINCE 1864 

















Model No.2 


ee 7% — t at Red Top 
we : , "Sa i daiecaie Relief 
: 
i ’ | Valve 
if ar Ee : For Hot 
, at ' Water 
i s . Heating 
Systems 





system that pleases everybody 






A Red Top Tank-in-basement system pleases its owner. Its 
economy, its efficiency, its absolute safety—all appeal to him 
strongly. 


It pleases the plumbing contractor not only because of its 
profit-making possibilities, but also because of its simplicity 
and ease of installation. A Red Top Relief Valve, Model N 

2 and an air-tight tank are the only parts required 


The Red Top is the only water relief valve for the purpose 


approved by the Underwriters’ Laboratories, Inc. Write for 
Red Top hot water heating book. 


NEPTUNE METER COMPANY 


50 E. 42nd STREET, NEW YORK CITY, N. Y 
Branch Offices in Principal Cities 


ed fop Relief Valve 
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heating product 


That is what I get from 


Every HEATING contractor 
whohandles American Radiators 
and Ideal Boilers has a com- 
plete line so that he need only 
turn to his Ideal Fitter for the 
product to fit any heating re- 
quirement. 


For every building, from the larg- 
est commercial structure down 
to the smallest home, store or 





garage, there is an Ideal Boiler 
that will give perfect heat at 
lowest possible cost. 


For every kind of installation, 
whether it be in factories, offices, 
beautiful homes or amid the 
more modest surroundings of 
the smaller home, there is an 
American Radiator that fits the 
situation perfectly. 


ns 5) ee 9) 
“ Don’t be a“one shot’ dealer 
at + + SINGLE barrelled shot gun is hard on a fellow’s 
a, ws disposition, especially when duck hunting is good. 





‘It takes a lot of self-control to keep on grinning when the 
other fellow is bagging ’em one after the other and you've 
just missed with the only load your old piece contained. 

You are hunting for business with many double-barrelled 
shot guns when you handle Ideal Boilers and American 
Radiators. Their barrels contain a real load of shot because 
every product of this company will do its work well and 
efficiently and yet the cost will be low. 


We furnish the ammunition 


to help you sell 


Not only can every heating contractor reap the benefit of 
the millions of advertisements of Ideal Boilers and American 
Radiators, but there is offered to every one the most com- 


prehensive selling service that has ever been devised in the 


heating business. 


ARCOLA SMOKELESS 





YONDA 


ROUND SECTIONAL 


Mention Domestic ENcINEERING when writing advertisers. 
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... for every heating need 
AMERICAN RADIATOR COMPANY 


Says one Heating Contractor 
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But that is not all that the dealer 


who handles products of this 
company gets. Back of every 
product that is manufactured are 


Thermal Research in the world. 
All this makes possible the guar- 
antee of perfect performance. 


thirty-three years of heating 
experience, the engineering skill 
of specialists who have given 
their lives to this work, the heat- 





ing tests of the largest institute for 


At your disposal are the following sales 
helps that you can have for the asking: 


An un- 


limited quantity of literature is 


l Complete window display. Con- Catalogs and leaflets. 


tinuously through the year the 


ARCO merchant is provided with at your disposal to show to pros- 


a constantly changing set of win- 
dow displays, featuring the different 
products that we manufacture, 


Advertisements to run in your 

local newspaper. A complete 
set of newspaper advertisements 
will be furnished you to tell your 
public that you are the merchant 
who sells Ideal Boilers and Ameri- 
can Radiators. 


pects who come into your shops or 


to enclose in the mail. 





4 Direct mail service. We will 

mail to any list of prospects that 
you compile a series of illustrated 
letters,featuring particular products 
and telling your prospects to come 


to you our representative. 








All you have to do to get this free service is to make up the list of 7 
names and give them to the Arco salesman. If you want him to he will \ 
be glad to help you compile the list. 

If you want the complete service of this Company all you have to do 
is to mail the coupon below and the Arco salesman will explain the de- 
tails of our complete sales plan for the different products of this company. 


AMERICAN RADIATOR COMPANY 


Showrooms and sales offices: New York, Boston, Providence, New Haven, Newark, Phila 
delphia, Baltimore, Washington, Richmond, Buffalo, Pittsburgh, Cleveland, Detroit, 
Cincinnati, Atlanta, Chicago, Milwaukee, Indianapolis, St St. Paul, 
Minneapolis, Omaha, Kansas City, Denver, San Francisco, Los Angeles, 

Seattle, Toronto, London, Paris, Milan, Brussels, Berlin 





ouls, 


Makers of IDEAL BOILERS and AMERICAN RADIATORS and other products 
for heating, ventilating and refrigeration 


AMERICAN RADIATOR COMPANY 


Direct Mail Advertising Dept. 101 
1807 Elmwood Avenue, Buffalo, N. Y. 
GENTLEMEN: I am interested in your 
service. Please send me your new catalog describing your 
complete line. 


complete sales 


Very truly yours, 
Name— 


SMOKELESS pe —— 


HEAT MACHINE 





———— 


Mention Domestic ENGINEERING when writing advertisers. 
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Inducements 


There are no premiums 
prizes, awards or induce 
ments offered with a pur 
chase of Blue Seal Prod 
ucts, it being our purpose 
to offer the best it is 
humanly possible to 
manufacture, and with 


the ever-increasing de 


mand we believe we have 


acc omplished this pur- 


pose 
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Solvent 


can be sprinkled directly into the pipes without even 
removing strainer 

Will not crystallize, no matter how long it remains 
in the pipe. 

Will open solidly clogged drains or sewers. 

Will remove lime, lye and uric acid from the walls 
of the pipes. 

Cannot injure enamelware or metal 


Double Strength Blue 
Seal Boiler Liquid 


The simplest liquid to pour 

Does not contain solids. 

Will close a leak more efhciently 

Forms a metalli- ike seal 

Prevents and removes rust formation and corrosion 
The best Boiler Insurance on new installations 


Unconditionally Guaranteed 


If DOUBLE XX BLUE 
SEAL SOLVENT and 
DOUBLE STRENGTH 
BLUE SEAL BOILER 
LIQUID fail in any 
case, notify your jobber 
and receive full credit 
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Insures Con- 
tents Against 
| Tampering. 


“tw ak 


Mention Domestic ENGINEERING when writing advertisers. 


F Feature A 1 

| The Van Leer /, : 

| Sealed Spout /k-\. | 
f 

q 





192% 
















































BUSINESS CONDITIONS IN 








LEADING JOBBING CENTERS 
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Buying seems to be picking up in most commodities 
with the beginning of April in order to be ready for the 
building activity which will undoubtedly increase this 
month Manufacturers nearly all report a spurt in the 
number of sales for the last week Jobbers show a ten 
dency to build stocks larger in anticipation of future 
needs, and at the same time, current requirements are 
ufficient to maintain a steady movement of material 

Prices as a rule are showing a steadiness which has not 
been apparent in a long time Quotations on nearly all 
commodities are holding firm, and very few reports of 
cutting are being heard, In nearly every case, therefore, 
the movement of goods is of a sound, conservative nature 
and indicates little speculation 

Master plumbers are still doing a lot of figuring, and 
ilready are comfortably busy on work now in progres 
\dverse weather conditions have held up building oper 
ations to some extent, as snow has been a frequent visitor 
to the Chicago district in the last week But work is ex 
pected to open up in steady and large volume within a 
very short time now 380 building permits were issued 
last week in Chicago, for a total of $8,940,500 as against 
537 permits, $9,189,300, for the same week of last year 

Soil Pipe 

One manufacturer reports the receipt of a substantial 
tonnage at the current base. This is not speculative in 
most cases, but represents a normal, healthy demand In 
general, shipments continue of good size and consist 
mainly of releases against old orders Prices are still firm 

Steel Pipe 

Steel pipe sales are surpassing those of last year in 

es make 


quantity In the case of one large mill, pipe sa 


ip the largest part of its business at the pi 

Produ 

atisfactors Prices are unchanged 
Wrought [ron Pipe 


Demand for wrought iron pipe is for the 1 


sufficient to cover current needs, although it re 
good deal of tonnage Mills are in position 
fairly promptly on all orders Prices are firm 


changed 


Enameled Ware 


rhe market for this commodity shows very 
from last week, the greater part of busines n 
being for current need However, some wat 
hipped to fill out jobbers’ stocks, a pecifi 
master plumbers are still in fair number Deliveris 
od Prices are firm and unchanged 


Pottery 


Little change has been seen in pottery condit 
the last week Current demand keeps a fairly 
ume of ware moving from manufacturer stock 
little forward buying is being done Prices remain 
changed Deliveries of staples ar prompt 


Plumbers’ Brass Goods 


Demand is picking up for the most part, thers 


tendency on the part of jobbers to replenish stocl 


rent needs call for a good quantity of both t 


cast brass goods The cast brass goods market 


there being a tendency among manufacturer 
quotations Deliveris can be made prompt 
items 
Range Boilers 
For the most part, very little new buying 
One manufacturer, however, reports some bu 


taken at the new higher price These pr 


ion still p! ceed at a good rate ind del 





SEASON’S NEEDS 


i res well sustained activity in plumbing and heat 
ing is feeling the added impetus which the near- 
ness of open weather provides and, in most markets, 
an expansion of buying is taking place. Actual con- 
sumption needs continue to call for a good move- 
ment of material and this is being bolstered by the 
necessity for larger stocks in jobbers’ warehouses in 
order to handle the increased calls from the trade 
for rush deliveries. Business is still somewhat spotty, 
however, as weather conditions present occasional and 
temporary obstacles to uninterrupted work. No diff- 
culty is found in securing satisfactory deliveries from 
sources of supply in practically all lines. 

The market appears strong. A number of seat man- 





INCREASE BUYING 


ufacturers recently advanced prices from 
per cent. Many manufacturers of cast and 


iron fittings have withdrawn price Ouotat 


cast brass goods are stiffening, with several 
reports of slight advances. Soil pipe prices cot 


firm and no recession from the new rangt 


1 | 1 
prices is noticed, though in both tl 


+ 


quotations have not yet applied to any appr 


amount of business. There are few report 
cutting in any of the markets, a great many 
adopting the attitude that it is better to pas 
than to take it at a loss. Many buyers aré 
out the market, as indicated by the inquiri 


received. 
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WEN UO inst all United Brass goods 
Yourprotit’ sate—no service needed 


HERE is one thing worth a lot more to a Plumber than a 
manufacturer's guarantee to replace his goods when found 
defective. ' 

That’s the positive knowledge that the goods are so well made 
that almost never will the manufacturer be called on to make good 
his guarantee 

What makes the plumber boil is his own loss in time and labor 

4 making repairs or taking out faulty fixtures and installing new ones. 


United Jobbers will tell you that they have never sold a more 
uniformly perfect line. 


That’s what makes the United guarantee a real one. It guaran 
| tees not only United Goods but your profits. Ask your United 
4 Jobber. 








i 
| “‘The Red Metal Line’”’ 

Illustrated 
a copy « above is United 
é Concealed Bath 


Have you 
United Cat 






2 F and 
ir extraor ry Price 
List No. 70? Well, all Fixture No. 300 
you have to do to get 
them is to write and 
ask. 


UNITED BRASS MFG. CO., 3844-62 HAMILTON AVE., CLEVELAND, O. 
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iintained by the manufacturers who established them 
though lower quotations by others are in the hands of 


bbers. Orders placed before the recent change in prices 


re still keeping manufacturers busy Deliveries are being 
ide as needed in most case 
Boilers and Radiators 


An average seasonal amount of business is being done 


ints are operating at good capacity and deliveries can be 
ide promptly Definite contracts on new buildin is 
in demand to a large extent Prices are unchanged 


Price Changes Recently Announced 


A number of manufacturers of eats have advanced 


rices recently, the increase amounting to between 5 and 


per cent 


NEW YORK 


New York district are 
week as the 


plumbing and heating field in the 


showing a steady but slight improve 
draw 


around New 


ent each Spring building season 


nearer. Weather conditions in the territory 


rk City have improved greatly, but th improvement 
not as vet been reflected to a great extent in tl etu 
mount of business being placed, although it 1} resulte 


n jobbers being given a great deal of figuring to d 


In the northern part of the territory the snow ha 


entirely disappeared, and the usual spring floods incidental 
the melting of the snows are holdir p operation 
using reports of spotty busine 
Manufacturers’ prices in most lines are fir! vith many 
vholesalers attempting to get price that will e then 





fair profit Keen competition, however, still results in 
oncessions here and there 


Wage schedules for all the building 


ot vet been agreed upon, but meeting re bell held by 
mployers and journeymen almost daily and few da 
hould see these satisfactorily adjusted . 


Soil Pipe 


Specifications against old contracts are coming 


n greater volume, and foundries hipping department 
re working at high speed in order to take care of urgent 
emands Current busine being placed continues light 


Prices are firm Deliveris range from one to three week 


Wrought Iron Pipe 
which does not tax the resources of the 


\ fair volume 


mills, is being called for by the jobber Makers are ex 
} ting to feel the effects of the lar number of contract 
r big buildings now being let in the next week or 10 
iy Prices are firm and unchanged Deliverie ire 
prompt 
Steel Pipe 
Little change is noted in the past seven day mills still 
receiving fewer and smaller orders than is usual for the 
ter part of Marcel Light jobber toch will bring 
holesaler into the market quickl f demand from th 
ntractor picks up Price h e! hanged Deliveric 
n be made promptly 
Enameled Ware 
\ good but not unusual demand for enameled ware 
t! rule, makers reporting the receipt of a few more 
rs each week than during the preceding seven day 
tically all of these orders are for mediate deliver 
‘ have not changed Satisfactory deliverie can be 
de 
Pottery 
Orders being received by many potteries exceed ship 


nts, one large maker's orders exceeding shipments by 


ut 25 per cent The bigger proportion of orders con 


ie 
tinues to be for immediate use in big building job 
ciall for large apartment hous Price have 
changed Deliveric« have not slowed iown 
hipments of staples being the rule 
Range Boilers 
If jobber yntir taking boilers at th ite th 
for the past few weeks pract cally all « er 
maker books will be shipped before May 1, manuf 
rs estimate Iwo price leve ! n effec vitt 
] manutacturer AS SE her b Cul 
nd ne I Del I ! I mpt 
Plumbers’ Brass Goods 
One large manufacturer of t bra has inere ed 
ipproximately 5 per cent This maker report 
ile for February and Marel f tl past thr 
Other enet rood ' ikers find ads na ' ! 
Febr ! lull Tubular de I 
I f tubular goods is reported 
Boilers and Radiators 
Currer buyin continue ‘ onal vitl t 
mount of business being placed f I f 
neral have not changed Manufacturer t 
ree I h to tal I f deliveries prompt 
9HILADELPHIA 
I er | Lp 4 4 
8 ! continu to show tivil n that 1 t} 
f re hippir t 1 
’ n Philadelphia , ’ 
Vilmington demand ntinu l l 
re ind Washinegtor I I I t I t ird |} 
hown 
I} larger jobber ippear to be maki! i riou 
tab price if fair le 1, alth price « 
! T ! in Hee! elimir 1 io I on tl 
, There . vholesals . P} laln) v) 
t ti lume f busine r will | 
last vear but who prophesy that « r pr 
I I n that which i completed 
Soil Pipe 
( ’ , demand ntinue ] } t; j 
sit ntract y heir y } lr) ‘ ‘ 
hipment 1inst order pl ed t lower pr 
doubtedly be completed withir » day P 
Deliverie ire being made in fre 10 to 204 
f release 
Steel Pipe 
| ' ' liate del r 
i! vel] ‘ nh} ’ 
nl nough st t t their , ! " 
re firt ind unchanged ° 
Wrought Iron Pipe 
There is no new busine to speak of in Phil 
in and around Baltimore and Washir n tradir 
’ +i ] ‘ ad Wl ! 
ill ! iking pr | } 
ws been made 
Enameled Ware 
Jobber is a rule, are ordering for present 
vhich create 1 fair olume Price enerall 
ay | verte ot taple : are he ing made pre mptl 
Pottery 
Potters mak { ie find , 
Wholesalers are maintainir 
requirement Manufacturer conti to 1 
deliveries Prices generally have not changed 
Plumbers’ Brass Goods 
Many jobbers anticipated their needs in cast b1 
covered themselves for the first quarter or nger 
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increases the comfort, hence 
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Manufacturers of a Full Line of Gas and Kerosene 


in 


with the Barber 


e of the house—and the incr 
Patented Burner, the Hot- 
stream Thermostat, the 


greater than its moderate cost to thi 
The Hotstream Automatic Storage 


alu 


” 


Day 
ing v 


sists of the Hotstream Copper Col 


stream Automatic Storage Set ¢ 


Every new home is a prospect for! 
with the “‘Thermowell.”’ 
Hotstream ‘“‘Hot Water 


Spring’s here and the building : 
already well under way. 


equipped 


THE HOTSTR 


.)} 











. 210 East 45th Street 
. 269 West Richmond Street 
1045 Wayburn Avenue 


1715 California Street 


BRANCH OFFICES: 
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. « Rialto Building 


. 892 Drexel Building 


PHILADELPHIA .._: 
CAMBRIDGE, MASS. .. 


- « 491 Main Street 


. 627 Washington Boulevard 
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It is in- 
Write 


Hotstream 


usive 


beral discounts 


mean more profit. 
for complete information 


The li 


It overcomes the difficulty of in- 


a Thermostat in the new standard 


fi-Lo tapped tank, and perfects the Hot- 
ream Automatic Storage Set. 


| 


the flame and saving gas, and the 
d with the set at no extra cost. 
low list price of the Hotstream Auto- 


m tic Storage Set means more sales for you. 


at? 
. 


J 
a) 


Hotstream Automatic Draft Regulator 
which keeps the draft exactly right, pro- 


' t ”” 
he ‘‘Thermowell”’is an excl 
. 

























Where and how to buy plumbing and 
heating supplies is a constant problem for 
the buyer 

Thousands of changes take place every 
year in the plumbing and heating industry 
Each one that you are not familiar with 
makes your records that much more out of 
date and incomolete. 

Are you able to lucate at a moment's 


notice the sources of supply of all items you 


Know Your Markets 


are interested in buying? 


trade names only, do you know just where 
they can be secured? 


used in the trade? 
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When you require articles specified by 


Have you a record of the latest specialties 


Have you a complete list of names and 


addresses of manufacturers of plumbing 
and heating materials? 


Through Domestic Engineering Catalog Directory 


Every day in the year records are being carefully 
checked, verified or revised as changes take place, and new 
data is accumulated for Domestic Engineering Catalog 
Directory. A new edition containing the latest, most 
authentic information obtainable is brought out each year 
especially for the buyer of plumbing and heating supplies 


The 1926 edition. now being distributed, contains just 
the information your buyer needs for every day use 
1291 pages are devoted to the condensed catalogs of 
450 manufacturers. The volume is a catalog file and 
purchasing guide all under one cover, in compact, con- 
venient form for the buyer's desk. 


The Classified Section lists over 2000 articles, both 
standard and specialties, with trade names and names of 
the manufacturers Both the Catalog and Classified 
Sections are completely indexed and crossed for easy 
reference 


If you know the trade name of an article only, you can 
easily locate the manufacturer by turning to the Classified 


Section 


1976 pages. Standard Catalog size, 


734x105% inches. Price $5.00 postpaid. 


CHICAGO, ILL. 


where it is locat 
give the information desired. 


have a copy of this Directory for inspection and approval 
We feel sure when you see the book you will desire to keep 


days’ free examination, you may do so without obligation 


DOMESTIC ENGINEERING CO. 


1900 Prairie Avenue 


When you know the name of a concern but do not know 


, the Name and Address Section will 


Reference to products illustrated and described by 


manufacturers can easily be made by turning to the 


Catalog Section in front of the book. 


Damestic Engineering Catalog Directory is the only 


buyer's guide compiled especially for the plumbing and 
heating industry 
edition, it is costing you more to do without it than the 
purchase price. 


If you do not have a copy of the 1926 


Special Approval Offer 


As a reader of ‘Domestic Engineering’’ we want you to 
If for any reason you wish to return it after thirty 


Take advantage of this liberal 
offer and mail the coupon today. 


{(—- res 


Please send us a copy of the 1926 edition of Domestic 
Engineering Catalog !Directory in accordance with 
the special approval offer. Wewsu/! either remit $5.00 
or return the book within 30 days 


Name 
Street 


City .State 











1926 
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uently, present demand upon most makers is light Wrought Iron Pipe ; 
Quotations from manufacturers appear firmer than they Market i inchanged Ther fair demand, with , 
did 30 days ago, one maker increasing prices approxi obbers’ stocks being filled I is require Al rder | 
mately 5 per cent One cast brass manufacturer reports are being taken re of promptly i 
a slight delay in deliveries Tubular brass goods are being Knameled Ware ' | 
stocked by the jobber just a little beyond his current No price change Jobbers’ relea from manufactur ] i 
needs rs show an increa is the demand on th grow eay 
Range Boilers ier. Little advance buying is being done, as al lering 
Demand has not yet picked up Shipments are being s based on near needs ratl har ra . \ 
made steadily against old contracts about as they wer: Pottery 
last week Prices are firm Deliveries are prompt Prices on staple are teady nd unchanged Jobbers 
Boilers and Radiators are finding a fairly active demand but all in small lots and 
The movement of boilers and radiators is generally ‘hey are able to take care of all orders with factory 
light. Prices have not changed. Manufacturers and job promptne Manufacturers al ab he. A StOCKS at 
bers are in a position to take care promptly of current Potter! D : 
requirements Plumbers’ Brass Goods 
Price ire fir Manuf report 1 : 
AT 7 x 7 Y Y - is well as several new orders running well up into good 
N KW INGLAN [) volume Buying by the trade been well sustained for 
the past three mont ind 1 rders that ere taken 
Jobbers who have been buying in advance are finding luring the latter part of tl ear for deliver p to April 
that, with the steadily increasing demand from the trade 1 have been absorbs h t} , it that ret ment 
it is becoming necessary to increase the amount of ma ire now needed 
terial on release orders The many releases have ex Range Boilers 
hausted orders on file in several instances, and jobbers are There is a fair demand on t lobber. whose stocks are 
ounding the market with a view of committing them imple for all need Buvir light as practically all i} 
elves for new requirements ohbber overed pl ' , ' — 1 . 1 | : 
It is reported from several quarters that the price situa er re shippin , t id apt nt have 
tion is sound and firmer than for many months Several good stocks <¢ har , ost} . mall } 
manufacturers of brass goods have recently issued new issorted lot ' 
higher sheets Boilers and Radiators 
Architects report that they have already booked up A small current demand it a od busing hooked 
many projects both large and small Builders are putting ahead appears to be the stor this commodits Manu 
out many plans to be figured and the trade as a whole ap facturers and jobbers have ample material with which to 
pears to be in a very optimistic frame of mind In some take care promptly ill or ntered The actual ton 
ections of this market, where a month ago many plumb nage moved i | re that r the same period ‘ 
ers stated that there would be no business to speak of of last year ly } 
during the rest of the year, there has suddeuly sprung up F 
‘ 


ood activity Both the jobbing plumbers and those who P AC] }¢ | C CO AST 
do only new work are constantly receiving requests to get i A A A i N 


busy at once on work that must be put under way imme 


Busine a 1 who ontinus I itisfa 
diately Taken as a whole, manufacturers, jobbers and 
: : and from present indication hould continue to improve 
contractors are facing a season that will apparently sur 
. - -s — es In most instance busine for the first quarter f 1926 
pass that of 1925 in activity and in profits, if the present 
howed an improv nt « r tl ame period 1925 
feeling continues, 
Price re he fir! n I centel 
At present, manufacturers appear to have anticipated general tend rel i { 
the demand and have assembled stocks of ample size to ype pusiz 


take care promptly of all orders sent in by jobbers Some Soil Pipe 


of the smaller brass manufacturers appear to be behind Del 





! f | ' 
on deliveries but as a whole orders are being taken care tonnage | J bbers generally have 1 fie i nt ‘ ck on hand 
f without delay. meet present requirements and also. have considerab! 
There was a drop of 14 cent per pound on brass pipe an tonnage en route f1 found Pais pri ' 
nounced by one manufacturer and a reduction in the price f stock deliver re , ni , nd ppear Sica 
ff drawn lead traps and bends of about 25 per cent by olding firm 
another manufacturer The lead market appears to be Steel Pipe 
weak at this time. Other commodities continue to show Sales of steel pipe continue for immediate requirement 
‘ . : . . . 
strength, increasing as business demands show continued only and, while the individual sal re not large, the total 
activity tonnage moved by all distributor vell up to normal for 
Soil Pipe this period of the year Jobber prices for out of stock 
Market prices are unchanged Little new buying is delivery remain unchanged and ‘ 1 rule re holding 
being done as most jobbers are still covered Releases are firm 
being sent in in greater number as demand increases and Enameled Ware 
good movement into and out of jobbers’ stocks is taking The demand for enameled ware appears to be reas 
place. Stocks in jobbers’ hands appear to be adequate for  jng Distributors generally have fair stocks and are pur 
ll current demand chasing in about the same volume as sale Coast factor 
Steel Pipe ies are fairly busy and prompt deliveries can be obtained 
No change in prices. With the increased demand, the on practically all patterns of this ware Prices to the 


obber is releasing a larger tonnage. Mills are carrying trade, while varying in the different jobbing centers, are. 
imple stocks to care for all orders entered as a rule, holding firm 








Potters The Metal Market 


Plumber Brass Goods 


we Boilers 


the Old Metal Market 


} 


The Stock Market cere: oe oe 


nished by Frazier Jelke & Co., Chicago t ( per uncer 


NATIONAL COUNCIL A. S. H. & V. E. INAUGURATES 
NEW DEPARTMENT 

The national council of the American Society of Heating 

Ventilating Engineers has inaugurated a new depart 

known as the department of public relations 

ing the stor f heating and ventilation to 

public and the engineering profession, and has 

ppointed P. E. Fansler a ecretary of the department 

Fansler, who has been serving as associate editor of 

Heating & Ventilating Magazine, will make a study of 

neering principl including the data collected 

t tests at the Society laboratory in Pittsburgh 

king this available for general dis 


He come well equipped for the work, having 
! graduation from Purdue University in 1901 with 
ree of B. S. in electrical engineering, been engaged 


rk fitting him for a position of this kind. His expe 
udes that of a tant to the chief of electricity 

Lou Exposition, assistant business manager of 
department of J. G. White & Co., work as 


publicity engineer everal years spent as a 
cal writer, a deep study of internal combustion en- 


and period with the heating paper. During 
erved as chief of production and inspection 
Burs f Aircraft Production in the Eastern De 


Obituary 


George J. Palmer Called by Death 
George J. Palmer, of West Chester, Pa., died recently at 
the Homeopathic hospital of Chester County following 
eral weeks’ illness of influenza He was in his 65th 
year Mr. Palmer started in the plumbing business with 
his father in 1887, taking over the business himself in 


( ‘ ! | has been awarded the 1900 As an employer he was well liked by those asso 
I ' t tl 5 more rrust with him and alway took a deep interest in the 
. elfare of his employes For many years he served as a 
E.R. Kil der f the board of service, St. Louis ember of the board of trustees of the Methodist Episco 
Mi planning ned shelter and comfort station pal church of his city, and was connected with numerous 


ne’ 5] itmar park in that city vic organizations and clubs 
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Not Simply 
“Another Shower Mixer” 






Thousands of POWERS Shower Mixers are now 
in use and demand is increasing by leaps and 
bounds because of two remarkable features found 
in no other mixing valves. ‘They are: 





1 Pressure Equalizing Valve. Prevents 

* changes in temperature of shower caused 

by pressure changes in supply lines, due to use of 

nearby showers, faucets, or flush valves. If cold 

water supply fails, hot water is automatically 
shut off. 








2 Safety Stop. Protects bather from scald- 

* ing caused by a “dead end” in the hot 
water supply line. It also prevents waste of hot 
water, and reduces decorating expense by pre- 


se 


venting “‘steamed-up” bathrooms. 





Send for this Book 


Our new 20-page Bulletin shows a large list of 
users. It analyzes the shower mixer question 
briefly but comprehensively, explains the princi- 
ple and points of merit of the POWkRS, and gives 
the result of tests, and testimony of users, under 
many different conditions. 


It is a practical help to the plumber, because it 
posts him, in a few minutes of reading, on one 
of the most important improvements in shower 
bath equipment. 





Sent free, upon request. 


THE POWERS REGULATOR CoO. 


35 years of specialization in temperature control 
2716 Greenview Ave., Chicago 


Also New York, Boston, Toronto, and 31 other offices, 
See your telephone directory. 3408 


e POWERS | 
SHOWER MIXER 




















Mention Domestic ENGINEERING when writing advertisers. 
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“We understand that you have an old heater that you 
may replace this Spring and suggest that you allow us 
to act as your heating contractors for this work. We 
also suggest that you investigate the Spencer Magazine 
Feed Heater, now being extensively advertised. 


“We began handling Spencer Heaters about fifteen 
years ago, when No.1 Buckwheat hard coal cost about 
$2.00 per ton less than the coal you have been accus- 
tomed to burn. Today this saving is about $7.00 per 
ton, so that we have seen these heaters pay for them- 
selves many times over. 
“If you wish to consider this matter from the stand- 
point of an investment, we will examine the premises, 
take the necessary measurements, give you the benefit of 
our best advice and submit a complete estimate.” 

The progressive heating contractor who sent out this 

letter to hundreds of prospects has built up a fine, 


high class and profitable business in metropolitan 
New York. He winds up his letter with: 


“The time to act is now. Are we to hear from you?” 








SPENCER SPENCER Steel Tubular Heater SPENCER 


Single Grate Heater for large installations Double Grate Heater 





Spencer 


steam .vapor or hot water 


Heaters 


burn No.1 Buckwheat coal 





A size and type for every purpose Sold only through heating 


contractors 











STANDARD HEATER COMPANY Generat offices: WILLIAMSPORT, PA. 


New York City 


Boston Philadelphia Baltimore Buffalo Rochester Hartford Washington Detroit Schenectady Syracuse 


Harrisburg Scranton 
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sue the subject, there are numerous books that go into 


Tie Get Weeeeeer IWEAMIACEIIET & fice coo cn, ccccctacecere atve very seinete directions 


4 Eg bs -! In order to operate these instruments, it require tudy, 

2g , | . pP . 
Responsibility to t 1¢ ublic good judgment, close applied observation and me prac 
tice to master and understand them The cure can be 


(Continued from Page 26) 

: . ; worse than the bite in the hands of a bluffer 

The balance of the personnel would simply be the 
“ A thermometer measures intensity of heat, not quantity 
present service department that must be revamped by : 
: : : We will use it to measure temperature of the flue gases 
ving properly trained in combustion problems So you 


; ; : Insert it between the boiler and the damper \lways have 
ee it does not require a great expense on the part of the ; 
: a damper in the flue If possible, keep the gase not 
manufacturer for the personnel, although to get a com- 
: : ‘. : : : over 200 deg. F. above the temperature of the water, air 
bustion engineer* of this character, it will cost money but ae 
or the steam This will be found very difficult to do in 


t can be capitalized so that it will be a paying investment. : ; 
, ar ? hot air furnaces and some boilers. At any rate, when the 
In flue gas analysis certain instruments are required. 


. temperatures go above 600, look for the trouble Soot is a 
What are they and what do they tell about combustion? 
Ww ill ' good insulator, 3/16 inch thickness equals about one inch 
e wi needa: 
ist am Oreat gas analyzer of asbestos Soot will cause high flue gas temperoeture 
: é Se as ¢ aiyzer. — 
> gas analvzer S i 0 ‘ e but do et 
2nd A thermometer reading to 1000 deg. F. rhe gas anal ” has an imy ing nam 1 fon | 
ard A draft gauge 1 inch in 100th this scare you rhe analyzer can be readily understood 
3 ~f é auge s. 
: i ; : and mastered It is sufficient to say it measures the pet 
The gas analyzer is a sort of air meter measuring air ; 
centage of carbon dioxide (CO.). oxvgeen (0O.). earbon 


volume indirectly but does give a direct method of gauging 
: ge monoxide (CQO) in the flue gase 
the quality of the fire. ; 
¥ . +3 , , Example 
The draft gauge (See Fig. 2) measures the force of the ' : , 
‘. ‘ , ei _ F . 2.00 I ent carbo dioxide 
draft and assists in obtaining a high quality fire. It also ie srdbnaies samira < 
F : ».00 er ent XVeen 
tells when the heat travels too fast through the boiler. I ' shits 
E ; : 1.00 per cent carbon monoxide 
once tested a burner and boiler in which it took only 1/20 


‘ Here is a good place to call attention to the abbrevi 
of a second for the heat to leave the burner nozzle and I ;' 


ae : tions as will be u 1 hereafter 
zo out the stack. There was too much draft. ‘ abe ae 
A thermometer need not be explained as to how it works arbon dioxid UY 
ae i 3 5 . Car e 
but rather how it is used. It indicates loss of heat, gives a irbon monoxid CY 
. . , ‘ , Carbon .. ‘ C 
warning when the fire is too large, boiler dirty or the _ 
: Oxygen .. ; ; O 
boiler too small. % 
? : : - . roe Nitrogen. N 
As this article is written to call attention to conditions 
that need to be bettered, I will not give directions how éCineabunticn ea ro 7 
to use the above instruments. If the reader wishes to pur burner” is more exact and de , 






HIS new special fitting —-shown in black-—simplifies 
the installations of the Type F Regulator. 


Type F Damper Regulator is always required to properly 
complete a Hot Water installation just as a regulator is 
standard trimming on a steam boiler. 


= METAPHRAM = 
DAMPER REGULATOR 


A sensitive but powerful device that makes a Hot Water plant 
more efficient, more satisfactory—and more profitable. 














ALTERNATE 
OPENING 











Metaphram is the trade name of the metal diaphrams which 

form the sensitive element in our regulators These Meta 

phrams are separable with ‘“‘cage assembly”’ and may be lifted, 

as a unit, from the dry well in which they operate, should re- 
P placement be necessary. The well is placed in a 2-inch opening 
NATIONAL on 

in boiler when available or installed in pipe line. The new 


RECUL ATOR 


special fitting simplifies installation in old work 
CMIcago 

wew Y ; 
= Specify Type F fitting when wanted. 


Order Type F Regulator and Type F fitting from your jobber or 
direct. Circular on request 


NATIONAL REGULATOR CO. 


2301 KNOX AVENUE CHICAGO 


European Office: A. J. Assheton, 18 St. Thomas St., London, S.E.1, Eng 
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Nitrogen can be estimated by the formula 
100—(CO.+-0,+CO)—Per cent of N, (Example 1) 
Using the quantities in the above example: 
100—(12 +1)-—-82 per cent N, (Example 2) 


The meaning of this is (above example) there are 


2 volumes CO, 
5 volumes O 
1 volume CO 

82 volumes N 


100 
In 100 volumes 
of flue gas 


know the meaning of all this. 


Of course, you want to 
Let ee if you have had an experience that will explain it. 
Every oil burner agent or manufacturer has received a 
complaint (at some time) that a burner was not heating 
A service man i ent out and he reports he only turned 
on more oil Wi did he not increase the air? Expe- 
rience has proven that oil only was needed, but why? 

Oil burns only in the presence of oxygen. The oxygen 
for combustion is obtained from the air, but it cannot be 
epara for mbustion purposes In order to burn a 
pound of carbon, we have an equation as follows 

1 Ib. ¢ 11.52 lb. air=3.67 Ib. CO,48.85 Ib. N, 

releasing 14,540 B.t.u. (Example 3) 
Perfect combustion requires only carbon and oxygen a 
follow ee Fig ) 

1 Ib. ¢ 2.67 Ib. O ,.67 lb. CO, (Example 4) 
Commercially the best we can do is complete combustion 
We unite the neces iry oxygen with the carbon so in that 
respect omplete, but not perfect as there is an excess 
fa rake a ca is follows 

1 Ib. ¢ 11.52 r 97.6 Ib. air ,.67 Ib. CO, 
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+8.85 lb. N,+57.6 Ib. air (Example 5) 
Here we have all the carbon uniting with the necessar 
but there is a large amount of nitrogen and extra 
This extra 57.6 pounds of air 


Ooxvgeen, 
air that is not needed. 
passing through the furnace and is heated to the furnac: 
This extra air must get out, so up the flu: 
How much heat does it carry’ 


temperature 

it goes carrying heat. 
In the above case, there is five times as much air a 

necessary. For each pound of air raised one degree, .24 

B.t.u. is absorbed. 

Example: 57.6 lb. extra air 

5 deg. F. room temperature 


650 deg. F. flue gas temperature 


o 
‘ 


net temperature 650—75—575 


Heat carried away 
2457.6%575—7,948.8 B.t.u. (Example 6) 
lost up the flue per pound of carbon burned. 
Loss in percentage 
7,948.8+-14,540—54.6 per cent per pound of carbon. 
(Example 7.) ' 
So you see by turning up the oil, the service man re 
duced the excess air by increasing the ratio of oil to air 
It follows from the foregoing that so much excess ai! 
an be admitted that all heat generated by the oil can be i 
carried out the flue. | 
Facts: ; 
(a) High flue gas temperatures are a large loss. | 


(b) Excess air is a large loss. 


Here is another loss: 


1 Ib. C,+5.76 Ib. air—2.33 lb. CO+4.43 Ib. N, 
This simply means that it is 


releasing 
4.380 LB.t.u. (Example 8). 
possible to unite one pound of carbon with air in such a 
heat available instead 


10,160 See 


units are 
Fig. 4. 


manner that only 4,380 


of 14,5140, a loss of 


Brother - Up 
To This 
Big Brother 


ROTHER-UP to this biggest Burnham of them 
all—the Big Twin Section 
Although big and powerful it is as meek as a lamb, 
when it comes to setting up. No part of it is so big 
it won’t go through an opening 2 feet wide and 
4 feet high 
Short tie bolted, double grates, each shaking halt 
at atime. Three times back and forth fire travel. 


Made in seven sizes. 


Rated from 7,850 to 16,550 for steam, and 12,600 


to 27,000 for water 
Have the full facts handy—send for catalog. 


IRVINGTON, N. Y. 


Representatives in Canadian Offices: 
Harbor Commercial Bldg., Toronto 
All Principal Cities jar 134 — Se.. Montreal 
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urn the Two~ 
Wap Control Lever 
to bath and regu- 
late water to de- 
stred temperature 


hen turn the lever 
to showerand step 
under your shower 
with positive assur- 
ance of the right~ 
femperature to in-. 
sure comfort - + 


POSITIVE CONTROL 
of BATH and SHOWER 


DOMESTIC ENGINEERING 







from ONE LEVER 


STRIKING creation in bath 

fixtures. A fixture that com- 
bines bath and shower into one 
unit with positive control of water 
temperature. 


The desired temperature of the 
water may be obtained through the 
spout over the tub and immediately 


THE REPUBLIC BRASS CO., CLEVELAND, OHIO 
Good Plumbing « Good Business « Republic Brass Goods 


REPUBLIC 















CROWES 


tL WAY 


SERVICE-CONTROL 


turned into the shower. No icy cold 
shock. No steaming spray of scald- 
ing water—positive assurance of 
comfort when taking a shower. 


Adds beauty to the bathroom—con- 
venient to operate—-easy and inex- 
pensive to install. Order a sample two 
way fixture from your jobber today. 
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[his fitting is not threaded deeply enough. 
Notice that the notch of the gauge protrudes 
beyond the face of the fitting. 











Walworth Threads Have to Pass This Test: 


The old idea that all fittings are as 
much alike as two peas in a pod makes 
a mighty poor manufacturing formula. 
You, who use them, know as well as we 
do that fittings aren’t ‘‘just fittin’s’’. 


under conditions of modern wholesale 
production. 

If one Walworth fitting is found to 
be as much as one half turn off the 
standard of tolerance we don’t merely 


Vals tho thwenitied,- dee tnstance. throw it out, but we stop the machinery 
:, " and correct it for the whole run. 
Walworth engineers have worked out 
the test shown here by which the 
threads of cast iron fittings are gauged 
as close to perfection as is possible 


WALWORTH COMPANY, Boston, Mass. 


Distributors in Principal Cities of the World 


It is precise, painstaking methods like 
this that put the extra measure of 
quality intoeverything Walworth makes. 


Plants at Boston, Greensburg, Pa., Kewanee, Ill., and Attalla, Ala. 
Walworth International Co., New York, Foreign Representative 


WALWORTH 


Valves, Fittings and Tools for Steam, Water, Gas, Oil and Air 
WHATEVER YOU BUILD YOU NEED WALWORTH 
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Mention Domest 
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10,160+14,540—69.8 per cent loss (Example 9) 
for every pound of carbon burned to carbon monoxide 


Putting this another way, a pound of carbon can be 


burned so that the actual heat developed will be 
100—69.8—30.2 per cent 
r only 26.2 per cent of the possible heat is developed 
From the foregoing the 
(ec) CO should be as high as possible 
(d) air—~should be as low as possible 
(e) CO-—There should be none, 
(f) Flue gas temperatures as near the temperature 


of substance we are heating as possible 


BENEFIT OF ORSAT MEASUREMENTS 
NINCE the Orsat measures CO,; O,; CO; what good 
S does this do us? From Example 5: 

1 lb. C+69.12 Ib. air—3.67 lb. CO,+66.45 lb. air and 
N, (Example 10). Here the ratio of carbon dioxide to the 
r and nitrogen is 

66.45 to 3.67 or 


3.67 -—-¢ 


56.45—5.5 per cent CO, in the flue gas (Ex 
ample 11). 
Suppose the air is reduced as follows: 
1 Ib. C.4+-40.32 Ib. air—3.67 Ib. CO,4+-37.65 Ib 
ir and N 
CO, to air is 3 
3.67-=-37.65—9.7 per cent CO, in the flue gases 
From the above, we may say that the percentage of CO 
a good indication of the amount of excess air 
(g) CO, is a measurement of the excess air 

Regarding the oxygen (O,) in the flue gase it is only 
lecessary to state that (as to this article) the oxygen 
must be analyzed to get the carbon monoxide I have 
hown that a very large loss is caused by carbon mon 
oxide, hence we must not have any. The Orsat will show 
us if there is anv \ 

Although I have explained in general the purpose and 
results regarding the use of the instruments listed, IT have 
not told how to operate them to obtain the best combus 
tion. What does the best combustion mean? 

If a burner could be set to obtain perfect combustion 
for a twelve-hour period a day and for the other twelve- 
hour period the combustion was so poor that there would 
be no heat, we would have 1 period, 100 per cent combus 
tion; 1 period, 000 per cent combustion; 2 periods, 100 
per cent combustion or 100+2—50 per cent average com 
bustion. Of course, we would not be satisfied with more 
heat than we could use part of the time and entire lack of 
heat the other half. It would be better to have a good 
iverage combustion all the time. 

Good combustion is a good average; 12 per cent CO, is 
ood Don't be hoggish and try for a perfect score; you 
nay get lack of air or a poor mixture, thus carbon mon 

side will be formed faster than the air decreases. Use 
the pipe damper, closing it will increase the carbon 
ioxide, but don’t fire against the damper, for high carbon 
See that all places that the 
can leak into the boiler are sealed. 


xide, you must have draft 


SELECTING THE GAS SAMPLE 

fFAHE SELECTION of the proper place to obtain the 
| gas sample is a very important thing. The gas should 

taken where there is the greatest flow. Don't let the 
impling tube get red hot, it will absorb oxygen Home 

iting boilers seldom have a flue over ten or twelve 
inches in diameter so the proper place to select the sam- 
ple is not so difficult as in larger plants. The sample 
must be taken between the boiler and the damper. The 
temperature of the flue gases and the draft must be taken 


ENGINEERING 


KENNEDY 
Valves and Fittings 


The big Kennedy line covers a total of 
over 4600 different types and sizes, in 
cluding globe, gate, angle, check and 
radiator valves of every type and size, 
and a complete line of malleable iron and 
brass pipe fittings. 


All of these types are described and listed 
in the Kennedy Catalog. 


Send for a copy. 


The Kennedy Valve Mfg. Co. 


Elmira, N. Y. 
Boston New York Chicago San Francisco 
El Paso Salt Lake City Seattle Philadelphia 
Kansas City Los Angeles 


n 


EMING Triplex Power Pur 


> & 


la copy « 


and Water 


THE DEMING COMPANY 


Established 1880 Salem, Ohio 


HAND AND POWER PUMPS 














SQUARE [| GEE 


lron £ Malleablelron FITTINGS 













We are so proud of Square 
“Gee fittings that we 
stamp on each one a square 
G as a means of instant 
recognition. 


THE GRABLER MANUFACTURING CO. 




















CLEVELAND, O. 
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Hajoca 


Overlav 
Fountain Faucet 


An excellent type for use 
over lavatories in hotels, 
apartments, office build- 
ings and libraries. 





Your jobber will quote prices 


HAINES, JONES & CADBURY Co. 


MAKERS AND JOBBERS OF PLUMBING GOODS 
PIPE, FITTINGS, VALVES AND HEATING GOODS, 


Gent RAL Orrices, Poi LaDeLpHia, Pa. 








Se eae 
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Somerville 
(S. I. W.) 


Soil Pipe and 
Fittings 


Cost no more than the 
ordinary kind 

















Advantages of the DUNHAM 
Return Heating System 


] UNHAM Return Heating provides a two 

pipe system with a positive release of the 

air and water from radiators through the appli 

cation of the Dunham Trap. In this system the 

»ndensate is returned to the boiler through the 

" scientifically designed Dunham Return Trap, or 

‘ 4 by means of a condensation pump This insures 

y 7h maximum radiator efficiency by keeping radiators 

free from air and water, and thus insures a noise 

less, easily controlled and wonderfully 
system of heating 


C. A. DUNHAM CO. 


Dunham Building 
450 East Ohio Street 


Over strty branch and local sales offices tn the Untied 
States and Canada bring Dunham Heating Se wees € 

















flexible 


Chicago 





z se fo your offic € as your telephone ce ull 
your telephone dtrectory for the address f our 
office ray your clly 
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here also. Sometimes the draft is also taken above the 
fire. Get the highest carbon dioxide with the damper 
wide open, then close it as much as the fire will stand. 
Never change more than one thing at a time. If you 
increase the oil, do not change the air or something else 
at the same time. You cannot tell which improved the 
Generally speaking, poor mixtures and low 
carbon monoxide in home 


conditions. 
furnace temperatures cause 
heating plants. Hot air furnaces wiil have higher stack 
temperatures than hot water or steam boilers. 

When a criticism is made, it should be constructive and 
proof given that it is justified. I have shown that large 
losses can occur, I must show that they actually do occur. 
I have prepared a table showing conditions as I found 
them and as they were corrected. The different makes of 
burners are given a letter. 

I did not select these examples from burners that I had 
I could have picked burners that showed much 
Instead, I tested burners that I had not 
I can assure the reader that the losses 


tested. 
larger 
tested before. 


losses. 


shown in table No. 1 are less than average as I have found 


them. 


TABLE NO. 1—SHOWING CONDITIONS AS FOUND 
Net 








Burner CO: O2 co Flue Temp. 
a Oper rrr rr 6.8 8.6 1.0 945 
B - errs | 14.0 0.0 720 
GS x. veeky swan COUP 13.8 0.0 830 
ere errr ye 7.4 10.0 0.0 610 
i we - ye ern 10.4 0.0 720 
EE oes seks ie ha ees 29.0 56.8 1.0 3825 
er 5.8 11.3 2 765 


TABLE NO. 2—SHOWING CONDITIONS AS CORRECTED 
Net 





Burner CO: O2 co Flue Temp. 
ee os 12.4 3.1 0.0 615 
are cep reer rr: 6.2 0.0 600 
CS -s45 ; rr | | 6.8 0.0 720 
PD. 6 ccdcwseaeekaaeaa ae 2.8 0.0 460 
ess ioe . 9.2 8.2 0.0 595 

Total ; 55.0 27.1 0.0 2990 
Average ie: ate ives eee 5.4 0.9 598 


From tables No. 1 and No. 2, the pounds of dry gas per 
pound of oil burned can be figured by the following for- 
mula: 

11(CO,)-+8(0,)+7(CO+N,) 
3(CO,+CO) 
per pound of oil burned. (Example 12.) 

Substituting from table No. 1: 

11(5.8)+8(11.3)+7(.2+82.7) 


Pounds of dry gas 


—41.0 lb. flue gas 
3(5.8+.2) 
per pound of oil as set by service man. 
Substituting from table No. 2: 
11(11.0)+8(5.4)+7(83.6) 
$$ —__—_—_—_—_—_—_——-—22.7 Ib. of flue gas 
3(11.0) 
per pound of oil as set by instruments. 
sy example 5, heat loss can be figured.—.24%41.0«765— 
7,528 B.t.u. carried away by flue gas as set by service man. 
Table No. 1. 


.249¢22.6598—3,244 B.t.u. carried away by flue gas 


Table No. 2 


28 
3,244 


4,284 B.t.u. 


Oil taken with 18, 
of saving. 


saved per pound of carbon burned. 


500 B.t.u. per pound, the percentag: 
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Standardized Bath 


Fittings ~in sets 


Now you can have complete Ampin- 
co bath tub combinations packed in 
sets each set sealed in its own in- 
dividual carton with contents plainly 
marked on the outside. This method 
of packing helps you in many ways. 
The packages are neat and attractive 
and prevent the muss and damaged 
goods which result from space-taking 


ling plumber breaks 


bins. The insta 
the seal on a complete group of 
clean, fresh articles which are well 
protected by anti-tarnish tissue paper 
and packed to prevent. scratching 


and marking. 


Each Ampinco standardized package 
contains: | bath faucet, front or top 
handle; 1 bath waste with Duplex 
Stopper Lift; 1 pair of supply pipes, 
straight or offset: 1 pair ball ell coup- 
lings; ““Sure-grip”’ flanges and neces- 
sary washers of live red rubber. 
There aré eight stock combinations 


available in these sets. 


Send for catalog showing the complet 


[me pinco line lo Thre ‘ Lv A70aAN Pin 


(o.. Division Scovill Mte. Co., Water 
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4,284+18,500—23.2 per cent saving (Table No. 2) or 


23.2 per cent preventable loss in table No. 1 

I stated that carbon monoxide in the flue gases was a 
large loss. This loss can be figured in B.t.u. 
any other loss. 

Example burner A, table No. 1: 
By (12) 11(6.8)+8(8.6)+7(1.0+83.6) 
——31.4 lb. gas 





3(6.8+1.0) 
By (6) .24x31.4x945—7,122 B.t.u. 
ble No. 1, burner A. 


Loss from CO in the flue gases can be figured by the 


formula: 
co 
————)>Cx10,160—Loss B.t.u. per |b. of carbon 
co, + CO 
Substituting 
1.0 
—#— 1 10,160—1,302 B.t.u 
6.8 + 1.0 
Total loss: 
7,122 
1,302 
8,424 B.t.u. Total loss table No. 1, burner A 
From table No. 2 
shail dlltahtaehd 
—_—__—_—_—————_—- - —=—20.7 lb. gas 
3(12.4) 
By (6) .2420.7x615—3,055 B.t.u. loss, table No. 2, | 


burner A. 
There is no loss from CO, table No. 2. 
Net saving: 8,424 
3,055 


5,369 B.t.u. saving, burner A, 

over table No. 1. 

Percentage of saving based on oil 
pound: 


5,369+-18,500—29 per cent. 


It should be borne in mind that an oil burner can have 
a perfect mechanical installation, 
of good combustion, 
amount of adjustment would make only a slight improve- 
ment. The only remedy under such circumstances is to 
reinstall the burner. To enumerate the many faulty ways 
that an oil burner can be installed, 
standpoint, would need a detailed description of the dif- 
ferent makes, styles and sizes of boilers and furnaces. As 
it is time to stop, I cannot take up this subject at this 
time, At any rate, the reader has enough to occupy him 
for the present. 

This paper deals with oil, but it will also apply to.coal. 
As an example, I have in mind.a steam boiler plant that 
in December 1924 burned 1,440 tons of coal. Shortly 


after this, recording instruments were installed. De- 
cember 1925, with a larger load, only 914 tons were 
burned. A saving of 36 per cent. Flue gas analysis does 


pay. 

This was primarily written to call the attention of the 
trade to the value of flue gas analysis. 
this, it was necessary to show the losses from excess air, 
high flue gas temperatures and poor mixture of air and 


oil. To simplify the explanation to those who could not | 


follow a technical article, I have taken a pound of oil as 
a pound of pure carbon. 

To those that wish to study the subject further, I rec- 
ommend the following books: 

“How to Build Furnace Efficiency,’ Jos. 
“Fuel Economy in Boiler Rooms,”’ 


W. Hays. 
Maujer & Bromley 
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“SAACO” Anti-Syphon Trap 





as well as 


loss in flue gas, ta- | 


A high-grade article at prices so low 
they may be used on the cheapest jobs. 
Positively re-sealing—— no Back Venting 
necessary. 

Made in 1)4 and 2 in. sizes. Can fur- 
nish with 114 or 11% in. S. J. inlet or 
with regular I. P. threaded sink collar. 
Uncle Sam ordered them in lots of 25,000. 
All we ask of you is a trial order. 


Ask for further information and special prices. 


SANITARY 
COMPANY 


AMERICA 


Main Office: Linfield, Pa 





K-14 K-13 
Special C I Service “P” Trap 
Ell to Connect to Floor to wall 











table No. 2 | 


18,500 B.t.u. per | 


but from the standpoint | 
it may be so very faulty that any | 





from a combustion | 


























In order to do | 
















One of Three 
Valuable Fittings 






The “O-E” Improved Air Exhauster and 
Vacuum Valve opens automatically when air | 
is present in the system, and closes immedi- 1: 
ately after it is expelled. It cannot buckle 
or stick and is extremely simple and positive | 
in operation. | 








This valve, with two other O-E Fittings, 
forms the most efficient and satisfactory heat- 
ing system ever devised, one which will fur- 
nish Vacuum, Vapor and Pressure as needed 
with the lowest possible fuel consumption. 






Full particulars gladly | furqtebes. 
Write for Bulletin * 







































O-E SPECIALTY MFG. CO. 


MILWAUKEE, WIS. 
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JOHNSON 


OIL BURNERS 


Distributors Wanted 
Write lor New Literature 


DOMESTIC 


And now 
Full Automatic 
Control 


Positive self-regulation with absolute 
safety. Proven Johnson quality and 


efficiency, backed by 20 years’ 
experience. 


S. T. JOHNSON CO. 


940-90 Arlington St., Oakland, Calif 
Factory Branch Offices 


San Francisco, Sacramento, Philadelphia 


Dealers Everywhere 








This is the Pop-Up Waste 
the Plumbers DEMAND 


“The Vallier” 


SIMPLE and DURABLE 


No set screws or cotter pins 
positive in action — plunger 
cannot close until released. 


BUILT FOR QUALITY 





J. B. WISE, Inc. 
Watertown, N. Y. 

















YOUR JOBBER CAN SUPPLY YOU 


























Ask your Jobber about 
VALVES 
they never need re-packing 


CAPITOL BRASS WORKS 


2300 Franklin Street 


===DETROIT, MICH 
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BRASS COMPANY 
Frankfort 


Largest exclusive producers of tank fittings 
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“Combustion in the Boiler Plant,’ Thomas A. Marsh 
Steam Power Plant Engineering,’ G. F. Gebhardt. 
Principles of Combustion in the Steam Boiler Furnace 

Arthur D. Pratt. 

There are too many operating engineers who still labo 
under the false idea that to burn oil all that is necessar 
is to turn the oil valve and supply sufficient air to preven 
heavy smoke The extremes to which poor firing of oi 
can go. far exceed those of coal.” 

It seems to the writer that the oil burner manufacturer 
and jobbers have a great opportunity to conserve oil, re¢ 
duce the cost of heating to their customers, which wil 
increase sales and, in that way, increase their bank a: 


counts 


New York Association Favors Conference 
to Better Trade Relations 
(Continued from Page 30) 

Presidents Frank J. Fee and Frank B. Lasette, Mr. O’Briet 
moved the appointment of a committee of five to confer 
with Mr. Bergner in regard to the matter, Mr. Murphy 
Mr. O’Brien, William KE. Shaddock of Buffalo; Harry Bare 
ham of Rochester and William Cassidy of Albany bein; 
appointed, the result of the deliberations being the resolu 

tion mentioned earlier in this report 

Chairman Frederick FE. Fladd’s Apprenticeship Commit 
tee report showed splendid work by that committee. A 
partial list of those receiving apprenticeship training in 
New York State includes the following cities: New York 
City, 160 at trade school, 500 in evening schools; Queens 
120 tuffalo, 167; Rochester, 95 Albany, 70; Pough 
keepsie, 49: Niagara Falls, 20; Binghamton, 14: Elmira 
10, besides classes at Newburgh, Schenectady and Mount 
Vernon, and progress being made in Watertown, Utica 
and Syracuse. Mr. Fladd deplored, however, the poor 
representation from the state at the Carnegie Institut 
classes for plumbing inspectors. 

Because of lack of material received from the national 
body, George H. Drake of Buffalo, head of the state Stand 
aurdization Committee, and just appointed chairman of the 
National Committee, was unable to make a comprehensive 
report, the convention adjourning for the day immediately 
following his retirement from the rostrum. 


NATIONAL DIRECTOR YAUCHZEL ON “MAKE A 
WHOLESALER A WHOLESALER” 
TATIONAL DIRECTOR YAUCHZI, at the beginning of 
1 the Wednesday session, in talking of the ‘‘Make a 


Wholesaler a Wholesaler’ resolution, emphasized he im 


portance of having wholesalers sell through est blished 
trade channels He told of mercantile co it ; now in 
existence in various cities, citing Rochester an exampl: 


where a committee holds monthly meetings with repré 
sentatives of the supply houses and manufacturers to solv: 
their problems. He believes the master plumbers are to 
blame for many undesirable conditions as they ask for 
‘things from their wholesalers to which they are not en 
titled, especially estimating The speaker then touched 
on the permanent office, as stated before in this report 


the action of the convention following 


DEAN CONNELLY ON SCHOLARSHIP PLAN 
NLIFFORD B. CONNELLY, dean of the Carnegie Ir 
sstitute of Technology, in attendance for the scholat 

ship meeting, spoke earnestly and entertainingly on th: 
scholarship plan The dean gave New York City cred 
for starting the plan, and praised Mrs. E. D. Hornbro: 
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Heating engineers are invited to ponder 
these oil burner facts: More than a thou- 
sand makes have been placed on the 

market. Of those submitted to the Un- 
derwriters up to this time, only thirty- 
six makes have been approved. 


The Hart Oil Burner comes to you 
as a standard product, built by 
precision methods and demon- 
strated in thousands of homes 
all over America. It is stand- 
ard because of its proved 


(¢=S| 
Some desirable openings stili 


exist for desirable dealers 


Send for booklet 


HART o!1 


IS WHERE 
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Get to the Hart of Home Heating 


W. B. WILDE Co. 


» Peoria, Illinois 
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THE 


HART IS 





\ one 


reliability, proved convenience, proved econ- 
omy, proved cleanliness.O} course endorsed 
by Underwriters’ Laboratories, Inc. 

Can be attached to any heating plant 

in five hours’ time. All the owner 
needs to do is set the thermostat. 

If you are interested in promoting 
the sale of such an oil burner, we 
should like to hear from you. 
Our latest booklet on Oil 
Heating for Homes is yours 
for the asking. 


Hart Electric Icer, a highly 
developed iceless refrigerator 


for the home 


ER 


W.B. WILDE CO. Name 
2124 North Adams Street 

Peoria, Illinois Street 
You may send me, without cost or obliga- 

tion, your latest booklet on Oil Heating. City 


State 
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Sturdy! 


The Estabrook Catch Basin is built to 
perform—without repairs. For drain- 
ing yards and other outside areas it is 
without an equal. The Estabrook 

Catch Basin stands the gaff! Let us 
quote you on this and other Estabrook 
specialties. 


R. Estabrook’s Sons 
204 First Street 
SOUTH BOSTON 
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OR HANGER 

ie \ RE SH ONT REPUTE SOIC / Yi 
‘ ut / 

Why waste time setting anchor bolts 

accurately? Use E-Z Hangers and put 


the anchor bolt in about the right 
place. The E-Z adjustment with a 










IN \4-inch pipe’.takes care of both \ 
height and lateral variations. \\\\Y 
HEALY-RUFF COMPANY \ 

770 Hampden Ave - St. Paul, Minn. \ 

i 


“A big help to customers” 


\ 
A UA meat — , 
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UNCONDITIONALLY GUARANTEED 


»ARROW > 


TRADE MARK 
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PNEUMATIC—STORAGE—SPECIAL 
Black or Galvanized 
The Novelty Steam Boiler Works Company 


Factory, 917-929 S. Howard St. Baltimore, Md. 


Haas 


Flush Valves for use in combination with 
all styles of bowls for all classes of 
service to operate under low or high 
pressure water su 


Water Closete for every type or class of 








service 
Frost Proof Closets. Direct flush 

or after flushing. 
Write for catalog. 


Philip Haas Co., Dayton, O. 
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“If your son gets th 
opportunity to attend this course, he will be a little bette 
mechanic and a little better business man than you ar: 
as he follows in your footsteps,” Dean Connelly predicted 
Hie asked the masters to study the circulars now being sen 
out, and to see that sons of master plumbers were giver 
the opportunity to know the chances for success that the 
course would give them. The awarding of the scholar 


| ships will be made at the Louisville convention in June 


THOS. F. NOLAN ON LEGISLATION 

HOMAS F. NOLAN, chairman of the Legislative Com 
7 a again had a report showing a great deal o 
work done. He told of efforts of the committee to get ; 
plumbing code for Oneonta, N. Y., after the formation of « 
local association, and praised the state officials for thei 
co-operation During the present session of the Legis 
lature, there have been approximately 3,000 bills examined 
under the committee’s supervision, eight of these, beside 
various workmen’s compensation acts, being of interest 
‘o master plumbers. None of these if passed will hurt th: 


trade, he stated. 


PRESIDENT HENRY E. LONGLEY ADDRESSES CON.- 
VENTION», 
EDNESDAY afternoon, after’the Resolutions Com 
W wnittec had reported, the six zone delegates made 
their reports, the special committee appointed to confer 
with Secretary Bergner made its recommendation, then 
National President Henry E. Longley took the floor 
After he had praised New York hospitality, Mr. Longley, 
asked if the convention was against a permanent office 
under any circumstances, a concerted ‘‘yes’’ from the floor 
being his answer. He then launched into a testimonial 
to Director Yauchzi, following this with a brief stor) 
of what the various national committees were accomplish 
ing. Touching on the National Trade Extension Bureau 
Mr. Longley said he was glad New York State had drafted 
a definite resolution on trade conditions, and stated h« 


| would be glad to present it to the board of directors of 


the Bureau. In this connection, he declared ‘Supply 





Left to right: Mrs. W. Coling, Mrs. F. H. Rinehart, Mrs, P. 
D. MeCarty, Mrs. A. B. Cavanaugh and Mrs. J. Labell, all of 
Syracuse, N. Y. 


and demand control the price, but buying power controls 
the distribution of an article. You have fifteen per cent 
of the total membership of the national association, Mak: 
your buying power the pivot which will swing the manu 


| facturer and jobber the way you desire. Don't wait for 


the jobber to come to you. Invite him to confer with 
you.” He then cited a recent meeting in Philadelphi 
attended by the board of directors of the Philadelphia 


| Association, heads of several large jobbing houses, and 
| himself. He closed with an invitation to everyone to a 


tend the national convention. 
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Chite? States 








HE growing popularity of Znite?9iates sani- 
‘tary enameled ware is due to its unusual 
quality and fine appearance. It is so carefully 
built that its beauty will be undiminished after 


years and years of service. 


YOU, too, can install DruwPSrates 
enameled ware with full knowl- 
edge that years hence the owner 


will be as enthusiastic 
about it as on the day 
it was installed. 


@ United States Sanitary GOB 
Iviedaeaensearoonsaneny PA. . , 


Mention Domestic Encineertnc when writing advertisers 
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j " HE satisfying thing about buying better bath- 
T- rooms or more bathrooms 1s that everybody 
# proht ybody is pleased—except Raggedy 
or te Doll! A new st is runs through the house, enliven- 
| os a ing the work and play of every day. Great investments 
? hathrooms! And best when Kohler Plumbing Fixtures 
7 + are chosen--with their unique grace and beauty; with 
the name “K r,” fused in snowy enamel, attesting 
An Insper mmunity surpassing worth. Yet Kohler fixtures are not expen- 
» : J si your plumber will tell you. Write for Booklet E 
ate “re KOHLER CO, Founded 1873, KOHLER,WIS. 














| 
Shipping Point, Sheboygan .Wis.- ‘Branches in Principal Cities 


| Plumbing Fixtures 





~ KOHLERor KOHLER 
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We're printing this 4,736,747 times 


This single Kohler advertisement will have a circula- 
tion of close to five million copies in The Saturday 
Evening Post, April 10; Liberty (back cover), April 10; 
and Literary Digest (back cover), April1o. Full pages 
in full color! Your customers are seeing Kohler adver- 
tising regularly--and learning about the quality and 
desirability of Kohler Plumbing Fixtures. 


Kohler Co, Founded 1873, Kohler, Wis Shipping Point, Sheboygan, Wis 
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VRESIDENT AUCHINACHIE ON THE PAST YEAR'S 
WORK 


FTER Secretary Thomas J. 
/ \ had made his complete report 


id of his activities during the year, pointing out that 


Cronin of Binghamton 


President Auchinachie 


membership of the state body is now 1,631, as com- 
red with 1,582 a year ago. The president thanked his 
ociates of the year, especially praising Secretary Cronin 
r his loyal support. Then the election, the march of the 
vy officers to the rostrum, the votes of thanks, the ap 
intment of a committee consisting of Peter Van Ness 
1 Martin Utz to. select suitable gifts for the retiring 
resident and secretary, the leaving of next vear’s con 
ntion city to the board of directors, and adjournment 


til 1927. 


ENTERTAINMENTS 
SNTERTAINMENT was not forgotten during the rush 
k, of business. Jeginning Monday night, when an in- 
formal dance was held at the hotel, the festivities were 
well planned. Tuesday the ladies were taken on an auto 


ride to the Shrine Country Club, where luncheon wa 





Left to right: Mrs. S. H. Welch, Mrs. €,. 
Kroepke, Mrs. F. J. Riehn and Mrs. R. 
Bronx Auxiliary 


Kirchkof, Mrs. W. 
Ozab, all of the 


served, and Tuesday night there were free tickets to a 
Registration badges were also good for 
Wednesday the 
ladies were given the opportunity to make a trip through 


vaudeville show. 


a dance held at the hotel that evening 


the Endicott Johnson shoe 
Wednesday night the big 


factory in Binghamton, and 


banquet and ball was_ held. 
The now Past President Auchinachie acted as toast 
master at the banquet, introducing the local director of 
public safety, Dean Connelly, President Turner, of the 
Pennsylvania association ,and President-elect Welch, each 
cf whom made short speeches. <A feature was the presenta- 
tion to President Welch of a beautiful bouquet by the 
Bronx ladies, Mrs. B. W. 


Kirchhof making the presenta- 
mn Of course William Abbes, famous tenor from the 
Bronx, obliged with several solo numbers, and Mr. Riardon., 


\lbany, proved his ability to whistle like a professional. 
Dinner over, the floor was cleared for dancing. 


EXHIBITS 


TO REGULAR exhibition in connection with the con- 
N vention was held, but several firms had exhibits on 
hand Robbins, Gamwell & Co., Pittsfield, Mass., had one 
their pipe machines on display, with C. E. Littel, sales 
EverHot heaters 
re on display, with Thomas J. Miles of Rochester, S. W. 
Harold W. Cheels of New York City, 
W. I. Vallett, eastern sales manager, explaining their 


nager, and C. A. Maine in attendance. 


I on of Svracuse 


‘ings A Walker dishwasher, set up near the door of 
onvention, also attracted a great deal of interest. M. 


Evans, of Pittston, Pa., exhibited portable vise stands. 
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“CHICAGO’”’ 
No. 2 


Power Pipe Thread- 
ing Machine 


For 
Production and Precision 
hreading 


PORTABLE 


Capacity '4" to 2" Pi 
"6" to 1" Bolt 





FEATURING: 
Quick Die Change 
Automatic Die Fiead 
Three Speeds. 
Perfected Oil Control 


ene 


—e 


ed Send for Catalog 


CHICAGO PIPETHREAD MACHINE CO. 


Office and Factory: 1615 Racine St., RACINE, WIS., U.S. A. 


RANGE BOILERS 


Riveted 
Rivet-Weld 
Welded 
Sure-Tite 


(Copper-Brazed) 


WM. B. SCAIFE & SONS CO. 


tsona@ 





Ne 









Pittsburgh 


“uae” ~=6s New York 
Chicago 




























Armstrong Bros. 


CHAIN PIPE | 
VISE 


DROP FORGED STEEL 
The Ideal Portable Vise 
RAPID--STRONG--COMPACT 
%" to 8" Pipe 
One turn of the handle 
releases or grips pipe 
Write for Catalog 


ARMSTRONG BROS. TOOL CO. 
323 N. Francisco Ave., Chicago, U. S. A. 


























“SF APCO™” retrigerator Drains 


Made in three styles—deep, shallow and plain—in 
aluminum finish, galvanized, or plain iron, The 
most satisfactory refrigerator drains on the market. 
Ask your jobber. 


EASTERN FOUNDRY COMPANY 





Boyertown Penna. 
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The Effect of 
Sca/e or Pipe 


The Scale on 
Ordinary Pipe Means 


Increased corrosion — especially pitting 

Greater friction loss 

Less delivery capacity 

Poor base for galvanized coating 

Valve seats damaged and small orifices 
clogged 
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. ATIONAL? : 
SCALE FREE Pipe Means 


Minimized corrosive tendencies — 

4 particularly pitting 

g= » Less friction loss 

5 Full delivery capacity 

Good base for galvanized coating 

No scale to damage valves or clog small 
openings 


N addition to the Spellerizing (roll-knobbling) process applied to all ““NATIONAL”’ Pipe, sizes 4-inch 
and under, all butt-weld pipe, sizes 14 to 3-inch, is made by the SCALE FREE Process. In this process 
the mill-scale, or welding-scale, ordinarily found on butt-weld pipe is removed by a special rolling operation, which 
gives a clean, smooth surface both outside and inside the pipe. Our Bulletin No. 7 illustrates and describes 
the process of manufacture and explains the advantage of SCALE FREE Pipe; plumbing and heating con- 


tractors will find this bulletin interesting and valuable. 


NATIONAL TUBE COMPANY, PITTSBURGH, PA. 
GENERAL SALES OFFICES: FRICK BUILDING 


DISTRICT SALES OFFICES 


Atlanta Boston Chicago Denver Detroit New Orleans New York Salt Lake City Philadelphia Pittsburgh St. Louis St. Paul 
Pacific Coast Representatives: U.S. Steel Products Co. San Francisco Los Angeles Portland Seattle 
Export Representatives: U.S. Steel Products Co. New York City 
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Convention Dates 


April 5 and 6, 1926.—The annual convention of the Okla- 
ma State Association of Master Plumbers, in Oklahoma 
ity, Okla., with headquarters at the Huckins Hotel. 


April 6, 1926.—-The annual convention of the Massachusetts 


tate Association of Master Plumbers, Inc., in Boston, Masa. 


April 6, 7 and 8, 1926.—Third annual convention and ex- 
osition of the American Oil Burner Association at Detroit, 
Mich., with headquarters at the Book-Cadillac Hotel. 


April 7 and 8, 1926.—The fifteenth annual meeting of the | 


intario Society of Domestic Sanitary and Heating Engineers, 


Hamilton, Ontario, with headquarters at the Royal Con- | 


naught Hotel. 


April 8 and 9, 1926.—The fourth annual convention of the 
Louisiana and Mississippi Association of Plumbing and Heat- | 


ng Dealers, at Bogalusa, La. 


April 12 and 13, 1926.—The annual convention of the Ala- 


bama State Association of Master Plumbers, at Montgomery, | 


April 13 and 14, 1926.—The annual convention of the Mich- 
xan Association of Plumbing and Heating Dealers, at Kala- | 


mazoo, Mich., with headquarters at the Hotel Burdick. 


April 15 and 16, 1926.—-The annual convention of the Arkan- 
sas State Master Plumbers’ Association, at Hot Springs, Ark., 
with headquarters at the Como Hotel. 


April 19, 20 and 21, 1926.—The annual convention of the | 


Associated Master Plumbers of Texas, at San Antonio, with 
headquarters at the Gunter Hotel. 


April 26 and 27, 1926.—The annual convention of the 


Georgia State Association of Master Plumbers, at Savannah. | 


April 27 and 28, 1926.—The annual convention of the Colo- 
rado Society of Sanitary and Heating Engineers. 


April 29 and 30, 1926.—The annual convention of the Vir- 


ginia State Master Plumbers’ Association in Lynchburg, Va. 


May 3 and 4, 1926.—The annual convention of the Florida 
Master Plumbers’ Association, at Miami, Fla. 


May 7 and 8, 1926.—The annual convention of the Associla- 
tion of Master Plumbers of the State of Washington, at 
Longview, Wash., with headquarters at the Hotel Monticello. 

May 10 and 11, 1926.—The annual convention of the North 


Carolina Master Plumbers’ Association, in Goldsboro, N. C 
with headquarters at the New Goldsboro Hotel. 


May 11 and 12, 1926.—The thirty-sixth annual convention 
of Connecticut Master Plumbers’ Association, at the State 
Armory, New Haven, Conn.—The association's annual exhibit 
will be held in the same building May 11, 12, 13 and 14. 


May 14 and 15, 1926.—-The annual convention of the Oregon 
Master Plumbers’ Association, at Corvallis, Ore. 





May 17 and 18, 1926.—The annual convention of the Ten- 
nessee Master Plumbers’ Association, at Chattanooga, Tenn. 


May 17, 18 and 19, 1926.—The annual convention of the New 
Jersey State Master Plumbers’ Association, at Camden, N. J. 
The sessions will be held at the New Convention Hall. 

May 17, 18 and 19, 1926.—The annual convention of the 
California State Association of Master Plumbers, at Los 
Angeles, Calif. 


May 25 and 26, 1926.—The thirty-second annual convention 
of the Pennsylvania State Association of Master Plumbers, 
in Erie, Pa. 

May 26, 27 and 28, 1926.—-The semi-annual meeting of the 
American Society of Heating and Ventilating Engineers, at 
Lexington, Ky. 





May 27, 28 and 29, 1926.—The second convention of the | 


National Association of Plumbing and Heating Salesmen, in 
Detroit, Mich., with headquarters at the Book-Cadillac Hotel. 

June 1, 2 and 3, 1926.—The annual meeting of the National 
District Heating Association, at Niagara Falls, N. Y. 


June 1, 2, 3 and 4, 1926.—The thirty-seventh annual con- 
vention of the Heating and Piping Contractors National 
Association, at Washington, D. C., with headquarters at the 
Willard Hotel. 

Jane 21, 1926.—The annual convention of the Kentucky 
Master Plumbers’ Association, at Louisville, Ky., with head- 
quarters at the Kentucky Hotel. 
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SEVERAL PATENTS PENDING 


No Panel Required 
Will Not Catch Lint or Sediment 
Cannot Get Out of Order 
Works Like a Pop-Up 
No Stopper Concealed in Wall 


Will Empty Tub in Less Than 
Three Minutes 
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Milwaukee Flush Valve Co. 


Milwaukee, Wis. 
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Trust Hammond Valves 


They're economical, the 


y'll give more satis 


faction per dollar than any other of their type. 


They're easily installed 


and they don't need 


watching. They'll stay right 


Trust Hammond Valves 


water purposes 


for all steam and hot 


Your Jobber Will Supply You 


Hammond Brass Works 


Hammond, 


Indiana 
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The 


ADVANCE 
IDEAL 


Automatic 


Cellar Drainer 


Here's the cellar drain- 
er you should be sell- 
ing. All working parts 
above the water line 
and easily accessible. 
Centrally located locks 


positively prevent sticking and 
binding. Valve is always wide 
open or tightly closed 


Your jobber has it. 


J.A.ZURN MFG.COMPANY 


Manufacturers of a complete 


plumbing specialties 


ast iron and brass 
: : PENNA. 


14th Place & Clinton St., 
Branch offices: New York, 
. Los Angeles. San Fran 


cisco, Seattle, Portland, Atlanta. 











June 22, 23 and 24, 1926.—The forty-fourth annual conven 
tion of the National Association of Master Plumbers, at 
Louisville, Ky., with headquarters at the Brown Hotel. 


October 11-15, 1926.—The eighth annual convention of the 
American Gas Association, at Atlantic City, N. J. 
RESEARCH COMMITTEES OF A. S. H. & V. E. READS 

TO COMMENCE WORK 

Two divisions of the work of the committee on Researc! 
of the American Society of Heating & Ventilating Engi 
neers, are ready to get under way, with the announcement 
by H. P. Gant, of Philadelphia, chairman of the committe: 
of the appointment of chairmen L. A. Harding, of Buf 
falo, has accepted the chairmanship of the committee or 
Heat Losses from Building Construction, one of the im 
portant problems among the five to be investigated thi 
year, and Alfred Kellogg, of Boston, has been named head 
of the Committee on Rating Low Pressure Heating Boilers 
The latter committee is to cooperate with the Bureau ot 
Mines, in accordance with an invitation from Percy Nich 
ols, in charge of the fuel division of the Bureau. 


WILL VISIT VARIOUS CHAPTERS OF A. S. H. & V. EF. 

President W. H. Driscoll of the American Society ot 
Heating & Ventilating Engineers will start a ten-day trip 
early in April, and will talk at six specially arranged 
chapter meetings His itinerary is as follows:  Illinoi 
Chapter at Chicago, April 12; Wisconsin Chapter at Mil 
waukee, April 13: Minnesota Chapter at Minneapoli 
April 14; Colorado Chapter at Denver, April 16; Kansa 
City, Mo., Chapter, April 19, and St. Louis Chapter 
April 20 


LAY PLANS FOR PENNSYLVANIA CONVENTION 

Elaborate preparations are being made by the committe: 
in charge of the arrangements for the thirty-second an 
nual convention of the Pennsylvania State Association of 
Master Plumbers, to be held at Erie, May 25 and 26. Ad 
vices from the Erie Association state that an excellent 
business program is being arranged, and that entertain 
ment that should satisfy all the delegates and guests i 
being planned. 


BROOKLYN DELEGATES ENJOY SIDE-TRIP 


A pleasant side-trip in connection with the annual con 
vention of the New York State Association of Maste! 
Plumbers was enjoyed by the delegates from Brooklyn 
who were the guests of the M. P. Berglas Mfg. Co., of 
Brooklyn, N. Y., and Norwich, Conn. Thirty-five mem 
bers of the local, traveling by special car, went to Norwich, 
where they went through the Berglas plant and were 
guests at a luncheon at the Norwich Club. At the luncheon 
the guests included Mayor Linn H. Babcock, City Attorney 
James S. Flanagan, and representatives of the Norwich 
Chamber of Commerce. Before returning to Binghamton 
the masters were shown the plant of the Norwich Phar 
macal Co., the Borden Condensary and the Norwich Knit 
ting Mills. The trip was arranged by Herman Bergla 
Harry Voletsky and Matthew J. Kennedy. 

The Atlanta, Ga., council 660, Knights of Columbus. will 
erect an elaborate club house on Cortland street, that cit 
Plans call for a large gymnasium with showers and a 
swimming pool. 

The Warner Heating & Plumbing Co., Atlanta, Ga., h 
been awarded the plumbing contract on the Candler g« 


rage, being built for H. J. Carr, on Ivy and Houston streets 
in that city. W.A. Manning & Sons, of Atlanta, have be 
awarded the heating contract. 
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Don’t Crack Any More Tanks! 


Flat jamb washers have been the cause of many a 
cracked tank! If a vitreous tank is even slightly 
warped{it is*difficult to adjust the jamb-nut with- 
out pulling up on it so much that the tank is in- 
jured. 


Now this trouble can be eliminated. The United 
States Rubber Company has developed a jamb 
washer that works like a mack washer. The lip 
on this washer goes right up into the space around 
the shank of the valve or ball-cock——while the flat 
part covers the opening on the outside of the tank. 


When the jamb-nut is made up —the flat part ex- 
pands, as well as the lip of the washer, with the 
result that the opening is completely filled. The 
fitting is held tightly in place. No unnecessary 
strain is brought to bear on the tank because of any 
unevenness on its surface. 


“U.S.’’ Maroon Ballcock and Flush Jamb Washers 
are enthusiastically endorsed by Master Plumbers 
all over the country. They are insurance against 
unprofitable “repeat job’’ work. No danger of 
tank cracking when the jamb-nut is made up. 
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evena wrench. 


The “U. S 


Specialties is complete in every respect 
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Easily installed without the use of lead, putty or 
Can be made up hand tight. 


Write us today for a free set of sample washers 


Rubber 


and can 


-” Maroon Line of Plumbers’ 


be depended upon for super-service 


“U.S.” Maroon Plumbing Supplies sold only to Licensed Master 
Plumbers and Steamfitters and are Manufactured 
and Marketed Exclusively by 


United States| Rubber Company 





TRADE MARK 


1790 Broadway, New York City 


These branch stores are Headquarters for the “U.S."’ Maroon Line 


61 Hudson Street 
New York City 


300 Second Street 


San Francisco, Calif 


280 Summer Street 
Boston, Mass. 


440 West Washington Street 
Chicago, Illinois 





“U.S. MAROON LINE 


of Plumber's Rubber Specialties 


when writing advertisers 
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The Ruud Light}{Opera 
| Hour is broadcast each 
j Monday evening at 9 
Eastern Time from Sta- 
| tion KDKA,Pittsburgh, 
i Pa. (Wave length 309 
j meters) and KFKX, 
! Hastings, Nebr 


Something About RUUD 


It makes and sells a complete 
line of quality water heaters. 


It is the oldest water heater com- 
pany continuously in the business. 


It is financially the strongest of 
all companies engaged exclusively 
in water heater manufacture. 

It has the largest and most thor- 
oughly trained group of salesmen 
whose sole job is to help you make 
money. 








HOT WATER 





If You Want Some Water Heater 
Money Tie UpWiththe Company 


That Knows How to Sell Them 


What does a lawyer know about the butter 
and egg business? 


What does a florist know about a Diesel 
engine? 

What does a grocer know about the habits of 
the South Sea Islanders? 

It’s easy to make a water heater that will 
work. 


But to make one that will work satisfactorily 
for many years,— and to know how to sell it — 
is something else. 


After all, a company is only a collection of 
men and the company never knows more than 
the men know. 

The water heater manufacturing and selling 
experience of the men that make up the Ruud 
Manufacturing Company is greater than all the 
men now associated with all other gas water 
heater companies. 


If you want some water heater money, tie up 
with the company that knows how to make 
them and how to sell them. 


RUUD_MANUFACTURING COMPANY 
Pittsburgh, Pa. 
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THIS WEEK 


AMONG MANUFACTURERS, WHOLESALERS AND THEIR SALESMEN 











NOW GOULDS PUMPS, INCORPORATED 
The Goulds Manufacturing Company, of Seneca Falls 
oe 


orporated.”’ 


ar 


N has just changed its name to “Goulds Pumps, In 
The change became effective April 1st 
OPENS SUPPLY BUSINESS AT LONG BRANCH, N. J. 

Terry Marten, formerly with the American Radiator Co., 
and also with the M. O’Neil Supply Company of New York 
City, opened a plumbing and heating supply jobbing busi 
ness at Long Branch, N. J., The 
cern, which is located at 144 Third avenue, will be known 
as the Terry Marten Company. 





on April Ist. new con- 


NEW SUPPLY HOUSE OPENED 

Herbert R. Gibbs has opened a new plumbing and heat- 
ing supply house at 45-16 162nd street, 
Island, N. Y. Mr. Gibbs was with J. D 
of Long Island City, N. Y., for seventeen 
there to open a partnership with H. J. 
of Honahan & Gibbs, Long 
connection with latter 





Flushing, Long 
Johnson Co., Ine., 
leaving 
Honahan in the 
City. He 
Febru- 


years, 


Island 
firm 


Inc., 
the 


firm 
severed his 
ary Ist. 


on 


SUPPLY HOUSE CHANGES HANDS 
Gilinsky & Neumann, Inc., 
wich Plumbing Supply Co., Green- 
wich, Conn. M. J. and Ss. S 
Gilinsky is secretary and treasurer of the purchasing firm. 


recently bought the Green- 
37 Railroad avenue, 


oft 
Neumann is vice-president 


OPENS BRANCH IN MIAMI 


New York City, has 
opened a branch Miami,. Fla. Frank 
is in charge. The company also expects to open a branch 
house in Tampa, Fla., in the near future 


of 
in 


The Elgin Brass Co., recently 


house Donovan 


EVERHOT HEATER COMPANY OPENS ADDITIONAL 
OFFICES 

the EverHot 
have five 


Beginning May lst, 
Detroit, Mich., ‘will 
Chicago. These offices will of central office in 
the Garland Building, 58 East Washington the 
north side office in the Wilson avenue district; the north- 
western in the Ravenswood district; the west side office 
in Oak Park and a south side office in the neighborhood 
Sixty-third street 


Heater 
offices of 


of 
in 


Company, 
instead one 
consist a 


street; 


ot and Cottage Grove avenue. 

INDIANAPOLIS REAL ESTATE BOARD TO HOLD 

HOME COMPLETE EXPOSITION 

The Indianapolis Real Estate Board is in charge of the 
fifth annual Indiana Home Complete Show which is to be 
held at the Manufacturers’ Building at the State Fair 
Grounds, Indianapolis, Ind., April 10 to 17, 1926. The 
show will exhibit every known material and finished prod- 
uct used in the construction and furnishing of a home, 
and over a hundred business concerns have already made 
reservations for space. J. F. Cantwell, 817 Lemcke Bldg., 
Indianapolis, is director of the Exposition Committee 
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PATTERSON-KELLEY CO. EXPANDING 

C 101 Park New 
the Construction Co 
the 
heater 


The 
City, 
North 
and 


York 
of 


Patterson-Kelley Co., avenue 


from King 
ain 
Otis 


has purchased 
N 
the 


Tonawanda business, goodwill, 


of 


patents 


patterns and will continue its 


manufacture. 


OPENS BRANCH OFFICE IN SYRACUSE 


Speakman Co., Wilmington, Del., has just opened a 
branch office in Syracuse, N. Y., in charge of Murray G 
Millikin, who is making his headquarters at the Truax 
Hotel 

WILL REPRESENT I-X-L COMPANY 

The Hills-Stevens Co., with headquarters in the Grand 
Central Terminal, New York City, and branches in Boston 
and Philadelphia, has been appointed to represent The 
I-X-L Pump & Manufacturing Co., Iné of Philadelphia 


in New York and New England 


TOMLINSON 
The 
are at 
March 


house, located at 


Co., INC 
Co., Inc., 


Seventh 


OPENS NEW WAREHOUSE 


Tomlinson whose main 


142 North 


22 new 


jobbing offices 
Philadelphia, opened 
Philadelphia 
2650 North Tenth St., just south of 


St., on 


a uptown store and ware 


Erie 


avenue. The modernly equipped building in which the new 


branch is installed, which has 30,000 


approximately 


3q 











The new warehouse of the Tomlinson Company at Philadelphia. 


ft. of floor space, railroad siding extending the full length 
of the property, together with ample yard and parking 
space, means better service to the company’s customer 
in the North Philadelphia territory Branches of the 
Tomlinson Company are maintained at Norfolk, Rich 
mond, Greensboro, N. C., Durham, N. C., Lynchburg, Va 


CENTRAL TRADE GOLF ASSOCIATION MEETS AT 
PITTSBURGH 

of 

recently at 


The 


Association 


Trade Golf 
Athletic 
was made to begin 
The first golf 
meet will be held early in May at a club to be chosen later 
Officers will be elected at this first meeting 


annual the Central 
held 
Pittsburgh, 


an active drive for additional membership 


second meeting 


was the Pittsburgh 


Association, Pa Decision 








YOU ARE INVITED TO ATTEND THE 
OIL BURNER CONVENTION 


TI third annual convention and exposition of the 
American Oil Burner Association will be held at the Book 
idillac Hote Detroit Micl April 6 7 and & 1926 
Evervone interested in the oil burner industry is invited 
Thoce attending are requested to “register promptly, turn 
n our railroad ertificate vear your badge, get a 

juainted 
fhe program is as follow 
Puesday. April 6—Morning 
\ r ne of acquaintances and 
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NGINEE RING 


1.M Speaker to be announced 

A. M What Is the Use of Oil Burners?" Carl L. Fin 
assistant director research, American Radiat: 
(‘o. 

M Metal Hose and Its Place in Oil Burning Equiy 

ment: Cc. W Fletcher, president, Tite-Flec Met 
Hose Co 

\.M The High Voints of This Convention; Lionel I 
bacobs vice-president, Fess Oil Burners 


Canada, Ltd., Ontario, Canada 


0AM Open Forum Diseussion 


Tickets at regular one-way tariff rates may be obtaine: 
only on the following dates: April 2, 3, 4, 5 and 6 (excep 
to California and other points in the trans-continenta 
passenger territory where tickets may be purchased from 
March 31 to April 6, inclusive). Be sure when purchasing 
a ticket to ask for a certificate for each ticket 

You need not be a member of the American Oil Burner 
Association to attend this convention. Anyone in any way 
nterested in the oil burner industry may and should 
attend. 


CALIFORNIA SALESMEN WILL MEET PLUMBERS IN 
BOWLING CONTEST 

Members of the California Association of Plumbing & 
Heating Salesmen of Oakland, Calif., held a bowling tour 
nament on Friday evening, March 19th, to keep in prac 
tice for the proposed match with the Master Plumbers’ 
team. George Rodman, Newton Reynolds, Harry Marker 
Jack Meyers, Clifford Frazer, Richard Shapiro, and Wm 


Colan compose the association team. 


HEATING & VENTILATING GOLF ASSOCIATION OF 
PHILADELPHIA HOLDS ANNUAL MEETING 
When Ray Bolsinger, secretary of the Heating & Ven 
tilating Golf Association of Philadelphia, mailed his 
unique and well illustrated announcements calling the 
members to arms, the golf season was officially opened 
for that association. The formal opening was held on 
Tuesday evening, March 25rd, at McAllisters on Spring 
Garden street, Philadelphia, when the members gathered 
for their annual banquet and election of officers. 
William Robelen, of Wilmington and Clayton, Del., was 
elected president; John S. Hemphill, first vice-president 
William P. Cul 
The board of governors for 


Chas. P. Hackett, second vice-president. 
bert was re-elected captain. 
1926 is composed of the following: W. G. A. Kappell, M 
FE! Blankin, H. J. Walther, H. J. Carr and Thomas Cooper 
Rk. C. Bolsinger was again elected secretary and treasurer 

After a fine dinner during which Alex McClintock and 
VM. F. Blankin lead the group in singing, William Kerr 
retiring president, thanked the members for the support 
they had given him during the year Reports from the 
ecretary and treasurer indicated a very healthy organiza 
tion with 62 active members. Several new names were 
ubmitted for membership, and it is expected that the 
goal of 75 will be reached before the first meet. 

From the enthusiasm shown by those present, the 1926 
eason should be filled with activity. As a large number 
of visitors are expected in Philadelphia this summer to 
attend the Centennial Fair, an invitation was given to all 
eating men from outside the city to attend any of their 
rolf meets as guests of the association. The meets ar: 
usually scheduled for the third Wednesday of each month 
and Secretary Bolsinger, 621 Bulletin building, Philadel 
phia, will be glad to make arrangements for visitors. 

A tentative schedule of meets has been arranged a 
follows: April: Northfield Country Club of Atlantic City 
May: Green Valley; June: Whitemarsh; July: Llanerch 
Springhaven; September: Aroninimk; October 
Pine Valley. 


Lugust: 
North Hills, and November: 
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A Letter—and the Answer 


of dollars and cents interest to every plumbing 
contractor in the country. 


THE LETTER 
Mr. C. A. Kolstad, tisement appeared in the rotogravure section the same da 


C. F. Church Mfg. Co., Holyoke, Mass Five thousand blotters carrying the phrase known in connes 
* 5 ; tion with Church Se ats, “Are You Proud to Have Guests G 
Dear Sir: This is to inform you that we are sold on Inco Your Bathroom?” have been distributed. Five hundred 


CHURCH Sani-white Seats, and to learn how we will be and thirteen letters have carried the news that Church Seats 





better able to sell the public. are a sound investment The Kiwanis Club weekly magazine 
So far we have made the following efforts: We have a carries an advertisement concerning the Seats 
window display of Church Seats. We carried the whole idea 
The results of our efforts are just beginning to come 


of black and white throughout and spent some eighty dollars 
on background and lighting equipment. This display is under 
light twenty-four hours of the day. We carried an advertise- 
ment in the Sunday edition of the Indianapolis Star on Very truly yours, J. A. DIGGLI 
October 18th in the society section of the paper. Your adver- Plumbing and Heating Contract VD 


and we are willing to go further Fell us what ts vour idea 
of the thing for us to do 


HERE IS THE ANSWER! 


Complete Reference Manual of Plans tically every possible method that can be used to increase h 
for Increasing Plu mbers’ Sales and Profits proht on Church Seats 
on Church Sani-White Seats The new Reference Manual is being distributed exelu 


sively to retail distributors and jobbers of Church Seats. | 
ERE 1s a new Manual prepared for the exclusive use of — information on how you can become a Church Seat distributor 
Church retail distributors, to whom complimentars mail coupon below 
copies are being sent. The purpose of this Reference Manual 
is to put into the hands of all retail plumbers who handle 
Church Sani-white ‘Toilet Seats Sales Sugge stions and Selling 
oe which can be used in conjunction with our National 





Advertising Campaign to increase their sales and profits on © 
Church Seats in 1926. 
In one section of this Reference Manual a complete sched- 
ule of our gigantic advertising campaign for 1926 is given with 
particular reference to its importance to our retail distributors, \ 
In another chapter, entitled ‘Definite Sales Suggestions 
that you can carry out profitably in 1926,” are many sound 
sales suggestions with a dollars and cents value to our retail 
distributors because they can adopt them and use them 
themselves : 
There is no limit to the good that can be got out of the pe : 
proper use of this Reference Manual. ‘The market for Church "curl Sy 
Seats for replacement is tremendous—and still practically un- 
scratched. The Church retail distributor who uses consist- 
ently and tirelessly every possible method to get this business 
is the man who ts going to make money in 1926. That's 
where the great value of the Reference Manual lies—it places 
in the retail distributor’s hands in convenient form, prac | 
" were - 7 DARIY 
Cc. F. CHURCH MFG. COMPANY 
Dept. S4, Holyoke, Mass. 
— SERVICE — 
Atlanta Detroit Montreal St. Louis 
Bayonne Indianapolis New Orleans San Francisco 
Boston Kansas City, Mo. New York Stamford, ¢ 
Chicago Los Angeles Oklahoma City lfampa 
Denver Miami Philadelphia Vancouver, B. ¢ 
Minneapolis Pittsburgh 





No, 142 


Cc. F. CHURCH MFG, CO 
Dept. S4, Holyoke, Mass. 
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EASTERN SUPPLY ASSOCIATION WARNS AGAINST 
FRAUD 

The Eastern Supply Association is broadcasting a 
warning, Secretary Frank S. Hanley having been advised 
by a Newark, N. J., wholesaler that a man has been 
presenting himself to a number of Newark houses, pur- 
porting to represent several contractors in or near Newark, 
and ordered material from these houses One of the 
dodges employed by this man is to have a confederate 
telephone from what he alleges is a contractor’s shop, 
asking the supply house to deliver material to the fraud 


at a certain house, and to charge to the alleged contractor 


OPEN NEW OFFICE AND DISPLAY ROOM 


A new office and display room has been opened at 1105 
Walbridge building, Buffalo, N. Y., by Cox-Schafer, Inc 
The company, which includes Arthur W. Cox and Harry 
(. Schafer, will act as district sales manager for the Dole 
Valve Co., Chicago, and the C. L. Bryant Corporation, 


Cleveland, Ohio. 


CALIFORNIA SALESMEN APPOINT BOARD OF 
GOVERNORS 

Twenty-six members attended the March 18th luncheon 
of the California Plumbing & Heating Salesmen’s Asso- 
ciation of Oakland, which was held at the Wild Duck 
Inn in that city President M. Geary presided at the 
gathering and several items of importance were discussed 
and decided 

Burr Eastwood, Jr., of the Standard Sanitary Manufac- 
turing Co., E. R. Anthony, of the American Radiator 
Co., Jack Myers, of the C. W. Abbott Co., Clifford Frazer, 


of Crane Co., and James Bowles, of George H. Tay Co., 
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FITTINGS 


Install Jenkins Better 
Brass Fittings and you 
install the best that can be 
made. Our fittings are rich 
in copper, heavy ,smooth, 
and well machined. In- 
spected before 


Only the best is branded 
with the “Triangle J.”’ 


Order them from 
your jobber 


JENKINS 
MANUFACTURING CO. 


BLOOMFIELD, N. J. 
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were appointed a board of governors before whom all mat 
ters of importance to the association are to be laid befor: 
they are brought up and discussed in open meeting. Th: 
board will meet before each regular luncheon and discus 
and decide on which matters are of enough importanc: 
to warrant their being acted on by the association as 
whole. 

Announcement was made that the long delayed dinne 
to be given the association baseball team by the maste 
plumbers team will be held within a few weeks, and every; 
member of the association was invited to attend. Th 
entire membership signified its intentions of attendin; 
the function. A number of members also signified that 
they will attend the theater party to be given by the loca 
master plumbers’ association at the Fulton Theater on 
March 30th. Burr Eastwood, Jr., was appointed chair 
man of the day for the next meeting. 

WALWORTH-LALLY CO. OPENS NEW BRANCH 

The opening of the new Walworth-Lally Co. branch at 
San Jose, Calif., was the occasion for a jubilee. Master 
plumbers of San Jose and the surrounding territory wer: 
guests of the company at the Hotel Vendome at a dinner 
party and a general good time. Richard Mahaffey, sales 
manager of the Walworth-Lally Co., was responsible for 
the gathering, and earned an enviable reputation as a 
host and entertainer of unsurpassed ability. 

Of main importance on the program was the excellent 
dinner. During the meal short talks were made by L. L 
Durkee, general manager of the Walworth-Lally Co 
Harry G. Newman of Oakland, past state president of the 
California State Master Plumbers’ Association, W. Herbert 
Graham of Oakland, L. J. Waldear of the Standard Sani- 
tary Manufacturing Co., Richard Mahaffey, sales manager 
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of the Walworth-Lally Co., and F. A. White of ‘Domestic 
Engineering,” all of San Francisco, and C. E. Dunne of 
the Walworth-Lally Co., Wm. Serpa, Charles Merritt and 
Juemes Robertson, of San Jose. 

Entertainment was provided by a number of artists 
from San Francisco, and was of the best. Instrumental 
and vocal musical numbers, dances and comedy sketches 
rounded out the program. 

Cc. E. Dunne, manager of the new branch store, was toast- 
master of the evening, and introduced the speakers, and 
all the guests. The new San Jose jobbing house is located 
it 162 Almaden avenue. 


CELEBRATED TWENTY-FIFTH ANNIVERSARY ON 
APRIL 1ST 

The Milwaukee Valve Co., Milwaukee, Wis., cele- 
brated its twenty-fifth anniversary on April lst. The firm 
was started in 1901 by F. W. Mason and Thomas J. Neacy. 
In 1918, Mr. Neacy sold his share in the business to Mr 
Mason, who in turn sold out to John Fraser in 1920. Mr 
Fraser became president in 1918 but did not take 
the management of the concern until his purchase of it 


over 


and treasurer; M. M. Fraser is 


vice-president and secretary, and A 


He is now the president 
Stollenwork is assis 


tant secretary and assistant treasurer. 


EMPLOYEES OF UNITED PLUMBERS’ SUPPLY CO., 
INC., GIVE SUBSCRIPTION DANCE 


The Employees’ Mutual Welfare Association of the 
United Plumbers’ Supply Co., Inc., of New York City, 
held its second annual Subscription Entertainment and 


sall in the Grand Ball Room of the Concourse Plaza hotel 
in that city, on Saturday evening, March 20th. 

A most enjoyable evening was spent by the 700 or more 
in attendance in addition to the vast radio audience who 
listened to the excellent musical program which was 
broadcasted from station WFBH. Included ih the pro- 
gram were eight vaudeville acts with many song and 
dance numbers and a generous sprinkling of popular 
musical selections. Dancing followed the artists’ ap- 
pearance. 

The celebration had a two-fold purpose, in that it 
marked the second birthday of the Welfare Association 
and the seventeenth anniversary of the founding of the 
United Plumbers’ Supply Co., Inc. The employees of 
the firm, numbering approximately one hundred men and 
women, organized the association for the purpose of aid- 
ing members and their immediate families in case of 
sickness or distress. During the year of its existence 
the association has rendered appreciable assistance to a 
number of its members and their families. It was primar- 
ily to swell the funds of the organization that the party 
was arranged. 

The big thing of the evening came when an Eulogy to 
the Plumber, by E. A. London, president of the United 
Plumbers’ Supply Co., Ine., was broadcast by the an- 
nouncer as follows: 

Humanity’s Benefactor 

When a grateful posterity searches the dimming past—to 
learn who has best served humanity—or who more than great 
statesman or mighty emperor advanced the cause of civilization 

it not fail to remember what it owes him—whose toil of 
head and hand forever banished pestilence from the land—and 
who with munificent liberality, bestowed on high and low, the 
benevolent product of his creative skill—-THE PLUMBER. 

Those responsible for arranging and supervising the 
evening’s entertainment were: Brett Cohn, master of 
ceremonies, Mortimer Baumblatt, Margie Davidson, J. S. 
Daly. Rose Svihra, Lana Weeker, and M. Dalton. 
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KEWANEE COMPANY ENTERTAINS ENGINEERS 

On the evening of March 25th the Kewanee Boiler Com- 
pany entertained about sixty consulting engineers of Chi- 
cago at dinner in the Sherman Hotel. Following the din- 
ner, C. E. chief mechanical the 
company, told of a number of tests of various oil burners 
His talk was illustrated by 

The tests, said Mr. Bron 


Bronsen, engineer for 


made with Kewanee boilers 
slides showing results obtained 
sen, were made in co-operation with the manufacturers of 
the various burners. 


MERSICK SALESMEN VISIT MADDOCK’S PLANT 
Trenton, N. J 
Mersick & Co 
The 


The Thomas Maddock's Sons Co., 


officials of C. S 


enter 


tained the salesmen and 


New Haven, Conn., recently at its Trenton plant 





Thomas Maddock’s Sons 


Mersick & Co.’s snlesmen at 
Co.'s plant 


salesmen went through the plant and observed the manu 
facturing processes of the Maddock’s products, thus ob 
taining a clearer knowledge of them. 

MILWAUKEE HOME SHOW ATTRACTS 

CROWD 

Heating and plumbing fixtures and appliances for the 
home were much in the fourth annual 
Home Show held in the Auditorium in Milwaukee, Wis., 
March 13th to 20th, under the direction of the Milwaukee 
Real Estate Board. While total attendance have 
not been compiled officially as yet, it is estimated that 
75,000 people visited the Auditorium during the week of 
the exposition, making it the largest crowd which has ever 
attended. 

Both the main floor and the basement of the Auditorium 
were utilized for the 208 booths which had been erected 
All of them had displays of things necessary to the home 


RECORD 
evidence at 


very 


figures 


The feature on the main floor was a model home, built 
upon the stage. It was of Spanish design, and had a num- 
ber of rooms, each one being furnished with the most 


modern furniture and equipment. 

Xxhibitors used small models of homes to display their 
particular merchandise, building materials, or fixtures 
The heating men had models of their boilers and oil burn- 
ers and gave demonstrations with them. Plumbing dis 
plays included a large exhibit by the Kohler Co., of 
Kohler, Wis. A day was set ‘aside for the heating and 
plumbing division which was one of eight such divisions 
of exhibitors at the Show. 

Representatives of the heating and plumbing industry 
who served on the Show committee included: F. R 
Dengel, of the F. R. Dengel Manufacturing Co.; Hugo Lip 
pert, well-known plumber of Milwaukee; Henry Button, of 
Pascoe Oil Burner Co., and Henry Schwab, of R. J. Schwab 
& Sons Co. 
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“BETTER HOMES" EXPOSITION IN HARTFORD 


Great interest wa hown in Hartford, Conn., and vicin 

t Marcl th to 27th, when the jetter Homes” Expo 
n was held at the State Armory in that city Large 

n 1 crowds attended throughout the week One 
of tl feature exhibits was that of Robert Davidson, pres 
der Hartford Master Plumbers’ Association, who 


hroom and a complete kitchen 


o featured Woodward-Wanger Co.'s line of ‘“‘House 


ld Services and the Kitchen catch-all W. S. George, 
fv ndward-Wanger Company, was in attendance to help 
Mr. Davidson TI Plimpton-Hills Corporation exhibited 

complet ) ! ituring DuRock, and a complete 

itchen feat ing copper boilers and Holyoke heater F. 
Lib f Hartford exhibited American Radiator Company 
product ! pI blow EverHot Heater Company 
Hartford branch, exhibited EverHot heaters Arthur J 
Pures district representative of the Newport Boiler Com 
pal drew considerable attention to a cut out of a new 
itomatic feed boiler manufactured by Newport Boiler 
Company, Chicago Minneapolis Heat Regulator had a 
ery novel exhibit in charge of Mr. Baring of their Hart 
ford branch J. Lyon & Sor plumbing and heating con 
tractors of Hartford, displayed their new gas water 
heater Ruud Manufacturing Company, automatic water 

t John Hoffman, heating contractor of Hartford, 

oil burner Crane Co., its line of Premier heaters 
Trinity Oil Co., Hartford, displayed oil burner Earl Sex 
on of Hartford, displayed pumps manufactured by Flint 
& Walling Manufacturing Co., and septic tanks manufac 
tured by American Sanitary Products Co Frederic Raff 
Company, heating contractors of Hartford, displayed gas 
ings ind dor fuel oil burners The Lunt-Jillson 
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Co., of Manchester, Conn., displayed a line of water s 
tems manufactured by George G. Roberts Souvenirs 

ill forms were distributed by practically all the exhibitor 


The feature of the exhibit was a seven-room cottage, cor 


pletely equipped 


CALIFORNEA S. D. LEAGUE HOLDS SUCCESSFUL 
GOLF TOURNAMENT 

Twenty-seven members and guests of members of tl 
California Sanitation Development League participated r 
cently in what was voted the most successful g¢ 

urnament sponsored by the league The tourney w 
held at Crystal Springs Golf and Country Club, near San 
Francisco, and after the regulation eighteen holes of golf 
1 long nineteenth hole was enjoved. A new record for th 
nineteenth hole was established by Norman W. Farlow 
chairman of the golf committee of the league. 

Ans Dalziel upheld his reputation as a golfer and again 
won the cup offered for low gross score by turning in a 
card of ninety-one M. E. Wangenheim of the Standard 
Sanitary Mfg. Co., won another leg on the Domestic Eng 
neering cup for low net with a score of ninety-two gro 
and seventy-three net jenjamin F. Blair of the same 
company Was runner-up with a net seventy-seven. 

A number of league members who do not indulge in the 
ancient and royal game of golf, arrived in the evening to 
partake of the dinner and enjoy the party. One of the 
features of the entertainment was a selection by a qua! 
tette composed of Frank J. Klimm, Thomas Leary of th: 
Mueller Co., Clarence Drucker, and Herman Lawson. 

Norman W. Farlow gave a short talk on ‘‘Why Is 
Handicap?’’ He endeavored to explain how he figures out 


the various handicaps for the monthly league tournament 
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but his explanation was vetoed by W. P. Goss, M. E. Hen 
derson and Emile Heymans. Lloyd Logsdon of the Mueller 
Co.. Andrew Lamond of the Wolverine Brass Co., Robert 
Allmon of P. E. O’Hair & Co., and Ross M. Clark of the 


American Radiator Co., were among the speakers 


The score cards showed the following figures: 


Gross Hdep. Net Gross Hdep. Net 

Dalziel 91 18 73 Klimm 112 an) 4°? 
Wangenheim 92 19 73 Kuphrat 112 a0 S2 
Blair 104 27 77 Greenberg 113 i) 83 
Noble 95 17 78 Maas 111 28 83 
Lamond 104 26 78 Allmon 11h 0 85 
Arnott 98 19 79 Leary 11 2S s 
(F088 109 30 79 Logsdon L1¢ 0 R6 
Stern 98 18 80 White 111 24 87 
Clark 106 26 80 Morton 118 0 RR 
Morse . 102 22 80 Heymans 120 20 90 
Lawson 110 30 80 Henderson 121 0) 9} 
Howard 99 18 81 Roberts 130 0 100 
Robertson 111 30 81 O'Brien 133 0 10 
Wilson 136 30 106 


Personal Mention 


Joseph A. Gorton, of Gorton & Lidgerwood Co., New 
York City, recently made a business trip to Pittsburgh, 
Boston and Providence. He reports business conditions 


encouraging. 


Willard Chamberlin, vice-president and general man 


ager of sales for the Standard Sanitary Manufacturing 
Co., Pittsburgh, is visiting the company’s branches on the 


Pacific Coast. 

M. J. Czarniecki, assistant general sales manager of the 
A. M. Pa. 
cently at the New York City and Philadelphia branch of 
fices of the company. 


Byers Co., Pittsburgh, spent a few days re 


Ira Hodes, manufacturers’ agent of New York City, with 
offices at 152 West 42nd Street, has been appointed repre 
sentative for the Greater New York district of the Casey 
Hedges Co., Chattanooga, Tenn. 

Cc. J. and R. B. Hills, officers of the Haydenville Co., of 
Haydenville, Mass., visited their New York City represent 


atives, the Hills-Stevens Co., last week. 


H. L. Welch, treasurer of the Milford Iron Foundry, 
Milford, Mass., called upon the trade in New York City 
and vicinity last week in company with the New York 


representatives of his company. 
Murray Milliken, representative for Western New York 
State for the Speakman Co., Wilmington, Del., 


recovered from a severe attack of influenza, 


has just 


and is again 
calling on the jobbers in his territory. 

Sanford McKeeby, of the Chicago branch of the Wolff 
Mfg to 
5009 having 
friends 


Corporation, his home 
Blackstone 
the Mercy 
trade will 


freat improvement. 


was recently removed at 


after been 
His 
he 


avenue, in 
the 
showing 


Chicago, 
month. in 
that 


Hospital about a 


be pleased to know is now 


Clarence L. Harris, formerly city sales manager for the 
Leighton Supply Company, of Fort Dodge, lowa, was given 


a surprise party the evening of March 26th, the 
home of E. I. Leighton, of that company. Mr. 


on at 


resigned his position and has decided to devote his atten- | 


On behalf of 
Harris with 
then 


tion to the care of his large poultry farm. 
the company, Mr. 
handsome roll-top desk. 


Leighton presented Mr. 
The 
a desk chair, a chair cushion was given by the wives of 


a 
sales force presented 
the salesmen, and on behalf of the office force the assist- 
ant manager presented an electric desk lamp. 
desk equipment 
Plumbers. 


Complete 
the 
Mr. Harris was completely taken by surprise. 


was furnished by friends among 
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Harris has 
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Centrifugal Pumps 








LECTRICALLY driven centrifugal 

pumping equipment for every 
service—capacities and heads to suit 
your job. 


The type L Bilge Pump shown oppo- 
site isone of the many Chicago stand- 
ard types. Units are designed for ca- 
pacities from 5 to 1500 GPM~— low or 
high heads. Rugged in construc- 
tion and efficiently designed for its 
service, the L Pump stands up for 
years under the most grueling con- 
ditions. The outfit arrives on the job 
assembled and ready to be installed 


And the price is right. 


Do you want one of our pump engi- 
neers to call on you or shall we send 
you a catalog? Just write. 





Chicago Pump Co. 
2322 Wolfram Street 
CHICAGO ILLINOIS 


Sewage Condensation 
Bilge Circulating 
Fire Vacuum 
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Chicago Pump 
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SHERWOOD Pa 


No. 66 Ball Cock 


A simple, quiet, positive-acting, and 
durable ball cock made of the highest 
grade bronze with a steam metal seat. 


The fact that there are more than half 
a million in daily use and the steadily 
increasing sales is an indication of 
their popularity and merit. 


| SHERWOOD BRASS WORKS 


Jefferson & Mt. Elliott Aves., 
DETROIT, MICHIGAN 


























Illustration at the right us @ 
close-up otew of the simple | 
mechanism unassembled. 
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J. E. Mclilreevey, San Francisco, Calif., manager for 
Crane Co., recently returned from a short trip to Vancou- 


i ver, B. C. 





will never leak 
if treated with 


Ne pipe threads are 
often defective in 


pitch, taper, face angle or 
depth of cut and even the 
best of them may get bat- 
tered or rusty. 

Therefore, lay up every joint with SMootH-On No. 3. 
This true pipe-joint compound lubricates in assembling, 
completely fills the worst as well as the little voids with 
a metallic body that can’t be pushed out or loosened by 
any service temperature and pres- 
sure. It’s there and _ thoroughly 
effective for the life of the joints, 
yet does not prevent the line from 
being taken apart. 

revere { Insist upon Smootu-On No. 3 for every threaded and 
gasketed joint in your plant and you will later thank your- 


lf for your good judgment. Buy in 1 or 5-lb. canyrom 
nearest dealer or if necessary from us. 


SMOOTH-ON MFG. CO. 
Dept. 12, 570 Communipaw Ave. 











‘ Jersey City, N. J. 








| Crone, for many years con- 








George H. Smith has been appointed sales representative 
for the Triumph Brass Company, formerly the Ohio Pump 
& Brass Company, of Columbus, Ohio. He will represent 
this company in New York City, with headquarters 
207 East Forty-third street. 


W. C. Eckart has recently been appointed sales repre- 
sentative for the E. F. Alt Sales Company, of Los Angeles 
Calif., in charge of offices in the San Francisco territory 
Mr. Eckart has been identified with the plumbing supply 
business for a number of years. 

Arthur W. Cox, of Cox-Schafer, Inc., Buffalo, N. Y., re 
cently spent a few days in Cleveland inspecting the facil 
ities of the C. L. Bryant Corp., whose products are handled 
by Cox-Schafer, Inc., in the Buffalo territory. 

Cecil Welte, Philadelphia district sales representative 
for J. B. Wise, Inc., Watertown, N. Y., is making a trip 
through Western New York jobbing centers. Mr. Welte 
by William Thompson, 
sales manager of the company, for a conference. 


was met at Binghamton, N. Y., 


Henry W. Reis, general 
sales manager of the W. A. 
Russell & Co., Grand Central 
Terminal, New York City, has 
been named vice-president 
and general manager of the 
company, coincident with the 
announcement of the aug- 
menting of the sales force of 
the company. Thomas E. 
nected with the trade, be- 
comes district sales manager 
in charge of the Metropolitan 
district. Arthur S. MacLaren, 
who has been added to the 
sales force, will cover the 
Greater New York territory. 
Mr. Reis will continue in 
charge of sales in addition to his new official duties. 





Henry W. Reis 


W. H. Deale, formerly connected with the Baltimore, 
Md., office of the Ruud Manufacturing Co., Pittsburgh, Pa., 
has been appointed sales representative for the May Oil 
Burner Corporation, of Baltimore, Md. He will be in 
charge of local sales. 

John Mangan, president of the Elgin Brass Co., of New 
York City, is spending a vacation in Florida. 

William Edris, president of the Seattle Brass Co., 
Seattle, Wash., is visiting the trade in San Francisco, 
Calif. 

Cc. C. Newkirk, formerly field man for the Bay District 
Conference of California, addressed the salesmen of the 
Oakland branch of Crane Co. at a meeting on March 22nd. 
Allotted ten minutes in which to tell his story, Mr. New- 
kirk spoke for thirty-five minutes, after which his auditors 
asked questions for another half hour. 

L. P. Goddard has joined the Chicago sales force of the 
Somerville Iron Works, of Somerville, N. J., and Chat- 
tanooga, Tenn. His headquarters will be at 3637 So ith 
Ashland avenue, Chicago. 

Patrick Howard has severed his connection with Michael 
Howard, manufacturer’s agent of San Francisco, Calif., to 
accept a position with the Washington Iron Works, |.08 
Angeles. He will cover the Northern California territory 
for that firm. 
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i.. E. Sturdevant, president of the Sturdevant Manufac- 
tu ing Co., Stroudsburg, Pa., has been visiting the trade 
in San Francisco, Calif., where he has been entertained 
by Leland E. Green, local agent for the company. 
Morris Semiloff, formerly John A. Landan, 
New York City, has joined the sales force of the United 
Plumbers’ Supply Co., Inc., an announcement by President 


with Inc., 


E. A. London states. Mr. Semiloff will have charge of the 
tool sales in Manhattan and the Bronx John Seckler, 
who formerly covered this territory, is now in charge of 
tool sales in Westchester County, N. Y. 

Richard Turner, president of the Pennsylvania State 
Association of Master Plumbers, visited New York City 


on his way to attend the New York State Master Plumbers’ 
Association convention in Binghamton. Mr. Turner com- 
bined pleasure with 
Turner, one of the New York City representatives of the 
A. M. 


J. H. Eustice, formerly with the M. Stulsaft Co., Oak- 
land, Calif., branch, recently severed his connections with 
that firm and has accepted a position with the C. W. Ab- 
bott Co. of that city. 


business by visiting his son, Lee 


Byers Co. 


M. W. Wuesthoff, of San Francisco, Calif., has moved 
his offices from the Monadnock building to 786 Harrison 
street, which is closer to the new center of the wholesale 
plumbing and heating business in that city. 

Herbert W. Eggert has 
been appointed manager of 
the Chicago south side branch 
of EverHot Heater Company, 
Detroit, Mich. Mr. Eggert 
has had considerable expe- 
rience in connection with the 
plumbing industry. 


L. J. Whitcomb, who until 





recently has been ‘associated 

with Mott Southern Co., of 

Atlanta, Ga., has been ap- 

pointed sales manager for 

Georgia and South Carolina 

for Pierce, Butler & Pierce 

Manufacturing Corporation, 

gia and has established head- 
Herbert W. Eggert quarters at 301 Bay street, 


West Savannah, Georgia. 


Henry M. Kirk, for several years sales representative for 
Pierce, Butler & Pierce Manufacturing Corporation, New 
Mott Southern 
of Atlanta, Ga., and will cover the city of Atlanta. 


York City, has accepted a position with 
Co. 

E. K. Vann, until recently sales representative for Stand- 
ard Sanitary Manufacturing Co., Pittsburgh, Pa., has ac- 
cepted a position with Pierce, Butler & Pierce Manufac- 
turing Corporation of New York City, and will 
Georgia, with headquarters at Albany, Ga. 


cover 


©. J. Malina has become connected with the Milwaukee 
Valve Company, of Milwaukee, Wis. Mr. Malina, together 
John W. charge of the company’s 
Office at 122 South Michigan avenue, Chicago. Mr. Malina 
will devote his time to the sale of heating specialties and 
heating systems, and Mr. Maguire principally to the sale 
of brass valves. 


with Maguire, is in 
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Malcolm M. Hopper, of Philadelphia, who has been con- | 
nected with the plumbing industry for the last nineteen | 


years, has resigned his position as manager of the New 
York and Philadelphia offices of the Perfect Tank & Seat | 
Co., of Syracuse, N. Y. He has not yet announced his plans 
for the future. 
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Home of C. R. Nel 


son, Portland, Me 
Hot water system 
changed to ADSCO 
VAPOR HEAT 
ING 


A Heating and 
Ventilating Engineer Chose 


ADSCO 
HEATING 
For His Own Home 


In December, 1925, C. R. Nelson, heating and ventilating engineer 
of Portland, Me., wrote to express satisfaction with his experience 
with ADSCO HEATING. On that date he mailed us his one 
hundred eighty-seventh order for ADSCO VALVES and other 
specialties. He says: 








“When they first started talking vapor, I thought best to 
wait until I found some system that I had faith in. After 
studying the different systems, I decided to try the ADSCO 
In the fall of 1919 I changed my plant from hot water to 
ADSCO and since then have installed many new ADSCO 
HEATING systems and changed many old hot water sys 
tems over to ADSCO HEATING. It is a great advantage 
to have a valve that controls heat perfectly and I consider 
the ADSCO PACKLESS VALVE the best on the market.” 


ADSCO HEATING is the simplest of all vapor systems. In 
small work you only require an ADSCO REGULATOR on the 
boiler to maintain even pressure and the ADSCO GRADUATED 
PACKLESS RADIATOR VALVE on each radiator to control 
the temperature. In larger installations, the same equipment 
with ADSCO traps is giving new satisfaction where vapor heating 
is planned. 


The story of ADSCO HEATING 
isworth knowing. Write for your 
copy of Bulletin No. 181-D today. 


AMERICAN [)ISTRICT STEAM COMPANY 
a 
Offices: 
CHICAGO 


NEW YORK SEATTLE 





or —™ = PIN THIS COUPON TO YOUR LETTERHEAD ~ aie 
D 


| AMERICAN District STEAM Company North Tonawanda, N. Y. 

Please send Book on ADSCO HEATING and full information about | 
| Valve, Regulator, Traps, and other specialties that make this vapor | 
| system the most economical. | 
| Name.. l 
| Address | 
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Our line of cast iron plumb- 
ing specialties is backed by 
years of experience in the 
foundry business. 

WRITE FOR OUR CATALOGUE B 


Order of Your Jobber. 


The Washington Metal Products Co. 


Washington C. H. Ohio 











CLEAN 








ABST Nipples are cut from brand 
ae pipe. Threads are clean and 

they make up accurately and tight. 
What more can you ask? 


Pabst Nipples from Your Jobber. 


FRED PABST CO., Mfrs. 


917 Chestnut St. Milwaukee, Wis. 








PABST 
NIPPLES 


PABST 
NIPPLES 























Clean — Fast 


The drop-forged tool steel wheel of 
the genuine Barnes Pipe Cutter does 
a real job of pipe-cutting. Clean 
no ragged edges to smooth. Fast 
speeds up work and cuts costs. You 
should be using Barnes Pipe Cutters. 
Ask your jobber 





THE BARNES TOOL CO. 
Our New Haven, Conn., U.S.A. 


( alalog 














Don't BeContent 


With Ordinary Roof Flashings 


Specify and Use 
the Reliable 


“SIMPLEX” 


Made in 
All Lead—Copper —Galvanized 


Iron 


Every Flashing Adjustable 
Every Flashing Perfect 


Manufactured only by 


SIMPLEX MFG. COMPANY, 213 W. Austin Ave., Chicago 
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New Trade Literature 


Hisey-Wolf Machine Co.'s Catalog 

Hisey-Wolf Machine Co., of Cincinnati, Ohio, has just 
issued a catalog listing and illustrating its portable elect: ic 
tools, such as drills and reamers, friction head screw 
drivers, bench drilling stands, grinding machines, double 
slide grinders, combination grinders and buffers, etc. The 
catalog consists of forty-seven pages. 

Dickey Septic Tank Sewage Disposal Systems 

W. S. Dickey Clay Mfg. Co., of Kansas City, Mo., has 
just issued a booklet pointing out the desirability of septic 
tank sewage disposal systems for farm homes. The con- 
struction of the septic tank is described, and diagrams 
show the proper method of installation of tank and dis- 
posal field. 
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March 31, 1906 
The Crown Pipe & Foundry Co., of Jackson, Ohio, is 
cee to open its foundry No. 2 which will double its 
capacity. 
| —__—__—_— 1906 
The New England branch of Warren Webster & Co., 
of Camden, N. J., has been moved from 1106 to 1108 Penn 
Mutual Building, Boston, where more commodious quar- 
| ters have been secured. 
me 906 
Lexington, Ky., was the scene of the second annual con- 
vention of the Kentucky State Association of Master 
| Plumbers, on March 12th and 13th. The Association 
decided to push a bill now pending in the legislature to 
| provide a law covering the installation of plumbing. The 
| apprenticeship problem was also discussed. Jacob Isaacs, 
| of Louisville, was elected president for the ensuing year. 
| Other officers elected were: Vice-president, George Balme, 
| of Covington; and secretary-treasurer, George F. Roser, 
of Louisville. 
190¢——_—_ 


— 





E. Baggot Company, of Chicago, has been awarded the 

plumbing contract on the new annex to the Auditorium 
Hotel on Michigan avenue. The contract amounts to 
$140,000, and calls for 360 bathrooms. 
——1906— 
| The Detroit Association of Master Plumbers has _ in- 
| creased its membership from 123 firms to 148. This 
increase of 20 per cent was made in the past six or seven 
months. The results shown were the cause of a con 
gratulatory letter being received from Chas. J. Boyd, 
| president of the National Association of Master Plumbers 
—— 1906——_—_—— 

A revised plumbing ordinance acceptable to both mas- 
ter and journeyman plumbers was adopted by the City 
Council of Galveston, Tex., last week. 

—-- —1906—— 

A new plumbing ordinance for Schenectady, N. Y., has 

been endorsed by the Board of Plumbing Examiners after 

much discussion, with the provision that it shall not go 
| into effect before January 1, 1907. 


























THE TRADE 


WITH MASTER PLUMBERS AND HEATING CONTRACTORS 








New Business ‘Ventures 
J’ 


Powell & DeLong have recently opened a plumbing and 
heating shop in Orofino, Idaho. 

Ernest Bailey recently opened a plumbing and heating 
business in Portland, Ore., under the name of Bailey-Singer 
( 

C. R. Roberts has recently opened a plumbing and 
heating business at 23 North Seventh street, Cottage 
Grove, Ore, 

George A. Wara has recently opened a plumbing and 
heating establishment at 6140 Geary street, San Fran 
cisco, Calif. 

Dean E. Alger has engaged in the plumbing business 
at 1258 American avenue, Long Beach, Calif., as the 
American Plumbing Co. 

Harry (. Blinn recently engaged in business at 4527 
Sunset boulevard, Los Angeles, Calif., under the name of 
the Giant Heating Company. 

The New City Plumbing & Heating Co., Detroit, Mich., 
has been incorporated with a capital stock of $10,000, and 
has engaged in business at 2715. Twelfth street, in that 
city. 

The Mohawk Plumbing Supply Co., of Rochester, N. Y., 
has been incorporated with a capital of $15,000, by A. E. 
Maxon and associates, to conduct a retail plumbing busi- 
ness 

Rich-McHugh, Inc., Okanogan, Wash., has been incor- 
porated with a capital stock of $6,000 to engage in the 
plumbing and heating business L. F. Rich and W. E 
McHugh are the incorporators. 

The Perry W. Waters Plumbing Co., St. Louis, Mo., has 
been incorporated with a capital of $7,500, to do a general 
plumbing business. The incorporators are: G. P. Reid, 
\. (. Buettner and Perry W. Waters. 

The Robbins Plumbing Co., Inc., Worcester, Mass., has 
been incorporated with a capital of $50,000. The incor- 
porators are: Allyn J. Robbins, Lewis H. Robbins and 
\lexander M. Naylor, all of Worcester. 


i. W. and Aris B. Egan, Jamestown, N. Y., have formed 


a partnership to be known as the Harding Heights Hard- 
Ware & Plumbing Shop. It is planned to establish a 
modern retail store in the West End of that city. 

\nderson & Caskin Co., Ine., Hyannis and Barnstable, 
Mass., has been incorporated to conduct a general plumb- 
ing and heating business. The incorporators are:  T. 
\rthur Caskin, Reuben E. Anderson and Abbie A. Russell. 

Conz-Brault Co., Springfield, Mass., has been incorpo- 
‘ated to do a general plumbing and heating business. The 
incorporators and officers are: Seraphy Conz, president; 
Albert L. Brault, vice-president; John E. Shaw, treasurer. 

rhe Harrison Heating Co., Memphis, Tenn., has been 
ineorporated with a capital of $10,000, to do a general 
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heating business. The incorporators are A. R. Harrison 
M. Harrison, FE. J. Furr, W. FE. Lammey and fl 


Buchanan, 


Victor EK. Beagle recently opened a plumbing and hea 


ing business at 506 Russell road, North Rosemont, Va 


P + 
Business f hanges 


C, B. Walker has sold his plumbing and heating busi 
ness in Pocatello, Ida., to George T. Tway and A. FE. Carl 
son. 

Luppen & Hawley, plumbing and heating contractor 
of Sacramento, Calif., recently moved from 906 Seventh 
street to 3126 J street in that city 

A. M. Phelps recently purchased the interest of his 
partner, D. EK. Chapman, in the plumbing and heating firm 
of Chapman & Phelps, Sturgis, Mich 

J. Camp & Co., San Francisco, Calif., recently moved 
their plumbing and heating business from 218 Grove 
street to 1093 Natoma street in that city 

The McAllister & Duncan Plumbing Co., formerly lo 
cated at 429 East Sixth, South, Salt Lake City, Utah, re 
cently moved to 241 East Fifth, South, in that city 

Due to failing health, Louis W. Post, partner in the 
plumbing firm of Post Bros., Chilton, Wi is retiring 
from business. H. R. Post bought his interest 

George Sewell has purchased a half interest in the 
plumbing and heating business of P. N. Kjar in Holdreg: 
Nebr., and the firm will be known as Kjar & Sewell 

The Ewinger Plumbing & Heating Co., of Burlington 
Iowa, recently purchased a business building on North 
Third street in that city, and has moved its office and 
salesroom to the new location 

Joseph A. King has moved his plumbing and heating 
business from Greenville, S. C., to Clermont, Fla He ha 
admitted M. PD. Cooper, a former employe, into partnet 
ship, and they are doing business under the firm name 
of King ‘& Cooper. 

John Hammer recently purchased the interests of the 
late George Hammer in Hammer Co.’s plumbing busines 


at Great Barrington, Mass. The business will be carried 
on as in the past. August Hammer is the other member 
of the company The name of the firm will remain un 


changed. 

The firm of Carthey & Dumbeck, 63 West Broadway 
Salt Lake City, Utah, recently changed its name to the 
Carthey Plumbing Co., Ine. Rudolph Dumbeck retired 
some time ago. The present officers are: Frank G. Car 
they, president and general manager, and J. F. Carthey 
secretary and treasurer. 

William Desmond and Earl Wiley, both of Alexandria 
Va., recently formed a partnership and are conducting a 
Plumbing business under the firm name of Desmond & 
Wiley. William Desmond has for many vears been in 
business under the name of the William Desmond Co 
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PHILADELPHIA SUBURBAN MASTERS VISIT THOS. 
MADDOCK'S SONS CO.'S PLANT 

Members of the Philadelphia Suburban Master Plumb- 
ers’ Association were recently the guests of the Keystone 
Supply & Manufacturing Company's Lansdowne, Pennsyl- 
vania, branch on an interesting trip to Trenton, N. J 
Starting the morning of March 9th, the group of masters 
who made the 
trip traveled to 
the Trenton plant 
of Thomas Mad 
dock’s Sons Co 
With C. E. Muh 
ley, manager of 
the jobbing con 
cern in charge, 
and escorted by 
officials of the 
pottery company, 
the guests made 
a tour of the old 
Maddock plant 
in the morning 
After luncheon 
had been served 
at the plant lunch room, the visitors were given the oppor- 
tunity to go through the large new pottery, located on the 
edge of Trenton, viewing the making of pottery from the 
mixing of the clay to the polishing and fitting of the fin- 
ished product. Then after dinner at a popular resort, the 
visitors were taken back to their homes 

Peter J. King, secretary of the Master Plumbers’ Asso- 
ciation of Miiwaukee, Wis., has been named a director of 
the Milwaukee Secretaries’ Forum which was recently 
organized in that city The forum was created for the 
purpose of interchanging ideas among the secretaries so 
that they and the trade associations may benefit by it. 

Charles H. Mentzinger, past president of the Brooklyn 
Branch of the Master Plumbers’ Association of Greater 
New York, is on a vacation in Florida 


ENGINEERING 


TWO MASSACHUSETTS ORGANIZATIONS WILL GI E 





Members of the Philadelphin Suburban Master Plumbers Association at the 
plant of Thos. Maddock’s Sons Co., Trenton, N. J., as guests of Keystone Supply 
& Manufacturing Co., 


April 3, % 


JOINT PARTY 

The Massachusetts State Association of Master Plumb 
and the Massachusetts Sanitary Club will hold a joint din- 
ner, dance and ladies night on Tuesday evening, April 6'h, 
at the Boston Chamber of Commerce. 

Arrangements for the party are in charge of a commitie 
headed by Josip 
A. Maynard, 
the Sanitary, 
Club, whose si 


oe) 
nm 


cess in handling 
the social pro 
grams for. such 
occasions has 
sulted in hes s 
lection for this 
event. 

The affair is 
part of the pro 
gram of the an- 
nual ¢. rAvention 
of the Mussachu 
Master 

Plumbers’ As 
ciation, which will be held at that time at the Hotel Bruns 
wick. A year ago the gathering overtaxed the facilities of 
the hotel, hence the selection of the Chamber of Coin- 
merce, which will accommodate a large crowd, for the 
joint social evening. 


of Lansdowne, Pa. setts 


WILL HOLD CONVENTION NEXT WEEK 

Final arrangements have been completed by the Louis- 
iana and Mississippi Association of Plumbing & Heating 
Dealers for its convention to be held at Bogalusa, La 
This year’s meeting will take place on April 8th and 9th, 
and those in charge of arrangements have done all in 
their power to make the affair the most successful ever 
held by that body. Several prominent speakers have been 
arranged for and a great deal of interesting discussion 
is expected to result. 





























Group of delegates and guests at the annual convention of the State Association of Master Plumb- 
ers of North Dakota. beld recently at Minot, N. D. 
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“PURO” 


in Public Buildings, Parks, 
Squares and Playgrounds 





WHERE YOU WILL FIND THEM 








MUNICIPALITIES 
TN ee / = Montgomery, Ala Holyoke, Mass 
——— . Allentown, Pa Jacksonville, Fla 
Court Square, Springfield, Mass —Where Puro is installed Bamb« rg, 5. ¢ ; Tampa, Fla 
Philadelphia, Pa Lawrence, Kan 
Washington, D. C St. Petersburg, FI 


¥ Hi E Ansonia, Conn Neodesha, Kan 
Detroit, Mich Oce ; N. J 


an Grove, 


Delta, Colo Springheld, Mass 
Estancia, N. M New York, N. Y 
Dunn, N.C Chicago, Il 
Duval County, Fla Austin, Texas 
Fitchburg, Mass Wenatchee, Wash 
Greenville, S.C Williamsburg, Mass 
SCHOOLS 
OPPOR } UNI l Y Massachusetts Agricultural College 
Benton, Pa Evansville, Ind 
Lincoln, Neb Ridgewood, N. |] 
Ask for your copy of our new catalog Cleveland, O Winchester, Ky 
East Orange, N. | Mitchell, S. D 
‘ Utica, N. Y Santee, Ga 
P S : D ; ki F : C Haydenville, Mass Ft. Lauderdale, F' 
uro Sanitary Drinking Fountain Co. hg 9c + ony 9 cal 
HAYDENVILLE, MASS. Clarion, Pa, Iyron, N. ( 
Clemson, S. ¢ Fairmont, Ind 





















The New Rundle 
Kitchenette Sink ' 
i oye gone | Standardize! 


in an unusual degree. ; 
A 42-inch sink, designed for con- If it’s quality you’re looking for, you can 
venience. Carefully built, fits the standardize on Enterprise goods. 


wall accurately, makes a neat, first Se ; Ae : ae 
class installation. Write for full in- If it’s low price; if it’s dependability you can’t 


formation and ask for Catalog J. do better than to standardize on Enterprise 


RUNDLE MFG. CO | Write for our catalog ‘‘B’’, which shows our 


ccmplete line of Basin, Sink and Bath Cocks 
Milwaukee, Wis. 





Your jobber can furnish you Enterprise Brass Goods 


ENTERPRISE BRASS WORKS 
MUSKEGON $2 $3 MICHIGAN 


























Mention Domestic ENGINEERING when writing advertisers 
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Number 19—Speetal Light Bar 
nd Haven Brass Foundry, Grand Haven, Mich. 


verre 
AAAS 








POWERFUL 
ADAPTABLE 
DEPENDABLE 





fF JOHNSON 


Gas Lighters 


Sell a Red Ring Johnson Gas 
———> Lighter with every gas water 
heater. Make your service calls 
pay a profit by installing one wher- 
ever a gas heater is used. Un- 


=. limited market—reasonable prices 
== beh —sure profits. Is your stock up? 


——- Order from your jobber 








Raising RED RING to 
hook on wall plate up- 
sisire tights heater =~ JOHnson-Murphy Co. 
basement Dropping 
RED RING shuts off 


10226 Woodward Ave. 
wan POSITIVE AC- 
TION DETROIT - - MICHIGAN 




















RAYMOND’S 
Lead Roof Flanges 


are not CAST—but made 
from DRAWN LEAD 


No Calking Necessary 


Wh state SIZE 
and PITCH desired 


PRICES NO HIGHER than asked fer IMITATIONS 
Use No Other 


RAYMOND LEAD WORKS 
735 So. Washtenaw Ave. CHICAGO, ILL. 
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HEATING AND PIPING CONTRACTORS SECURE RI! - 
DUCED FARES FOR CONVENTION 

The passenger associations have granted reduced faves 

for the 37th annual convention of Heating & Piping Con 

tractors National Association, a bulletin from that as .o- 

ciation states. The usual plan for securing a round trip 

for the price of one and one-half one way tickets is to be 


| used. Under this system a certificate is obtained from the 


ticket agent, and a one way ticket only is bought. This 


| certificate will be turned over to association officials in 





Washington, validated there, and the passenger is able 
to buy a return ticket for one-half price. 
PLAN SPECIAL TRAIN TO A. S. H. & V. E. 
CONVENTION 

Plans are being made by the Philadelphia and New 
York City Chapters of the American Society of Heating 
& Ventilating Engineers to attend the summer meeting 
of the Society at Lexington, Ky., in a body. Either a 
special train, or special cars attached to a fast train will 
be made up, the route being the Chesapeake & Ohio from 
Philadelphia. Persons planning to attend the convention 
and desiring to go with the party should communicate 
with Secretary A. V. Hutchinson at 29 West Thirty-ninth 
street, New York City, who will furnish full information 


MAKE PLANS FOR ATTENDING CALIFORNIA 
CONVENTION 
Arthur Johnson has been named chairman of the Cali 
fornia State Convention Committee of the Oakland, Berke- 
ley and Alameda Master Plumbers’ Association, with Carl 
Doell, D. Durant, Max Finzel, J. J. Horner, Jeslter Jack- 


| son, H. P. Sheridan, and Charles Sperry as associate mem- 


bers. This committee has charge of all arrangements for 
the trip to Los Angeles. It is planned that all the mem- 


| bers attending the convention make the trip in automo- 


biles and quite a large caravan is expected for the trip. 

On March 30th a theater party was held at the Fulton 
theater in Oakland for the purpose of making enough 
money to pay for a number of expenses incidental to the 
trip. B. T. Schullerts, C. Dieffenbacher, F. Cook and N. 
J. Previati, members of the entertainment committee, 
were in charge of the party. 

BOSTON APPRENTICE SCHOOL HOLDS COMMENCE- 
MENT EXERCISES 

Wentworth Institute of Boston, Mass., one of the first 
vocational schools in New England to give a course in 
plumbing, held its commencement exercises last week and 
graduated 26 students from the plumbing course, of whom 
three were graduated after completion of the full two-year 
course and the remainder from the one-year course. 

Graduates of the complete course were John A. Davis. 
Frank E. Quirk and Henry N. Stenborg. This course in- 
cluded preparation and reading of blue prints, theory of 
plumbing and some sanitation engineering work. 

From the one-year course the graduates were: William 
J. Aikens, Jr.; Louis Armirotto, James A. Barron, Harold 
B. Colpitts, Bartley A. Curran, William J. Dolt, Jr.; 
Thomas Hammond, James W. Hanney, George L. Harkins 
Gill Fitzgibbons, William F. C. Jacobs, Joseph A. Lambert 
Thomas J. Little, Joseph M. Meany, George Tamassi, Albert 
E. Osborne, Lawrence H. Richardson, Joseph A. Rowell, 
Frank J. Sullivan, Francis Trainor, David C. Walsh, John 


| J. Ward and Warren E. Vittum. 


Freeman W. Brierley, Sanford, Me., has recently been 


| appointed plumbing inspector of that city. Mr. Brierley is 
| a well known master plumber in that city. 
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PRESIDENT HENRY FE. LONGLEY WILL ATTEND 
ALABAMA CONVENTION 

On April 12th 3th 

\iaster Plumbers will meet at 

Plans have 


Association of 
Ala., 
completed 


the Alabama 
Montgomery, 


and 
for its 
nnual convention. already been 
d the program points to an unusually interesting and 
National Henry E. Long 
] is to be both convention The 


st day is to be devoted to business matters and on the 


President 
the 


tructive meeting. 


present days of 


will be a barbecue and other forms of 


Headquarters will be at the Gay Teague 


next day there 


tertainment. 
hotel 
WISCONSIN CHAPTER OF A. S. H. & V. E. HEARS 
PROF. A. C. WILLARD 

Professor A. C, Willard, University of Illinois, delivered 
an address on ‘‘Heating and Ventilation” before the March 
meeting of the Wisconsin Chapter of the American So- 
Heating and Ventilating 
forum followed the The 
Milwaukee. 


Engineers. An 
held in 


ciety of open 


address. meeting was 


MILWAUKEE ASSOCIATION APPOINTS 


COMMITTEE 

A “goodwill’’ committee to promote the interests of the 
Master Plumbers’ of Milwaukee, Wis., 
been appointed by that organization. It is composed of 
H. J. Bauer, chairman; Edward 
George Block and D. Stern. The which has 
started to function already, will make a study of similar 
groups in other cities, and is planning a 
paign. 


“GOODWILL” 


Association has 


Trebs, George Soergel, 


committee, 


publicity cam- 


GEORGIA STATE ASSOCIATION COMPLETES 
CONVENTION PLANS 
The program committee of the Georgia State Associa- 
tion of Master Plumbers recently. completed arrangements 
for the 34th annual convention of that organization. This 
year’s meeting will be held at Savannah, and headquarters 
will be at the DeSoto hotel. An unusually 
meeting has been planned, the program allowing 
time for discussion as well as for pleasure. 


attractive 
ample 
A feature of 
the meeting is a fish fry that will be held at the Shriners 
Country club on the afternoon of the second day. 
SOUTHERN COOK COUNTY ASSOCIATION MEETS 
The Southern Cook County Master Plumbers Associa- 
tion held its regular meeting Tuesday March 
16th, at Chicago Heights, Ill. W. H. Entwistle, secretary 
of the Illinois Master Plumbers’ Association, J. H. Daniels, 
president of the Indiana Society of Sanitary Engineers and 


evening, 


Henry Heuck of Gary, Ind., were guests of honor at the | 


meeting. President Daniels and Mr. Heuck both made 
interesting talks on the value of organization. Other talks 
were given by Mr. Entwistle and Wm. F. Hildeman, presi- 
dent of the Ilinois Master Plumbers’ Association. 
SEEK NEW WATER SUPPLY 
The cities of Lowell, Lawrence and Methuen, Mass., to- 
gether with other nearby towns in the Merrimac River 


valley, will hold a conference with the water supply com- | 


mittee of the Massachusetts Legislature with a view to 
Preparing plans for a joint water supply to be developed 
during the next few years. Present supplies for these com- 
munities are becoming inadequate. 

Lawrence and Methuen are particularly in need of an 
increased supply, and it is probable a large water district 
Will be formed. 
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Direct-to-Boiler Water Feeders 
With Low Water and Pressure Cut-out 


The Last Word in Boiler Protection 
on Oil Burner Installations 


Write for Bulletin H 
























is equipped with two spiral 
coils of pure copper which 
have been tested to 225 Ibs. 
pressure and are arranged 
to present the greatest 
heat-absorbing surface 
possible. The bottom of the e 
coil is low enough to allow 
the heat to strike it direct- 
ly, yet high enough to en 
sure perfect combustion 










Just one reason why the 
OHIO No. 25 “heats more 
water with less gas." Let 
us tell you about the others 


HEATER CO. 


391 Dennison AV. 
CoLUMBUS 
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Quick Compression 
Lavatory Faucets 


Made from fine red metal 
finished in heavy nickel plate. 
Full,unobstructed waterway, 
Briggs standard threads. Raised 
seat with encased washers. 
Specify ‘‘ACME”’ faucets to your 
jobber. 


ACME BRASS WORKS, Detroit, Mich. 


CHICAGO OFFICE 
400 N. Michigan Ave. 


N. Y. Office, 152 W. 42nd St. 
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No Roof Is 
Superior to 
Its Flange— 


Therefore, some PLUMBER is 
the father of every leaky roof. 


The Bullard Roof Fiange 









is acknowledged as the only PERFECT FLANGE by 
busy men who have made satisfying installations. 


THE BULLARD SPECIALTY CO. - Tiffin, Ohio 
OOOO OS SOS 8O6OOO00SO088088 008800008 











Air-Tight Steel Tank Co. 


PITTSBURGH, PA. 


TANKS 


TANKS FOR: High pressure gas and air e— Pneumatic 
— systems—Gasol:ne and oil storage—Oil burning equip- 
ent—Open top—Welded. ATSCO Genuine Copper Brazed 

me for high pressure—the tightest, safest, est tank it is 
possible to construct by any known process. A.S.M.E.code tanks. 
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CLIP-BAR 


Radiator Brackets 


—for all styles, heights and makes 
of radiation. They save you time 
and labor. Ample horizontal and 
vertical adjustment to accommodate 
any type of radiator. Invisible after 
installation. Made of wrought steel. 


CLIP-BAR MFG. CO, 


Erie Ave. and Richmond St. 
PHILADELPHIA, PA. 
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CARNEGIE INSTITUTE TO GIVE COURSE IN 
PLUMBING AND WELDING 

As a result of the demand that has been developi .g 
during the past few years, courses in plumbing and we. (- 
ing, it is announced, are receiving special attention in tie 
plans for the summer session this year at the Carnecie 
Institute of Technology in Pittsburgh. According to the 
plans, the College of Industries will give six weeks’ courses 
from June 28 to August 6 in plumbing and oxy-acetylere 
welding under the direction of the Department of Plumb- 
ing, Heating and Ventilating. 

Although the courses in these subjects are outlined 
primarily for the benefit of teachers and supervisors of 
industrial training, the announcement points out, the 
work is designed to have a special appeal, also, to under- 
graduates and others who feel a need for more technical 
training. 

COAST TOWNS IN CALIFORNIA HAVE UNIQUE 

ORGANIZATION 


Perhaps the most unique of all the master plumbers’ 


| organizations in the United States is that of the Coast 


Counties of California. In the territory extending from 
Gilroy, south to San Luis Obispo, a distance of nearly two 
hundred miles, are a number of small towns, none of 
which have enough master plumbers to enable them to 
have separate associations, but realizing the value to be 
derived from association membership, master plumbers in 


| these towns organized the Coast Counties Association 
| composed of members from eight or ten different towns. 


These members meet once a month in different towns, 
and transact their business with a dispatch and efficiency 
which might be well copied by a number of larger asso- 
ciations. Members drive to the meetings from towns as 
far distant as one hundred miles, and return home often 
after midnight. 

At the March meeting, which was held in the Chamber 
of Commerce hall at Watsonville, Calif., Edward Looker 
secretary of the California Sanitation Development 
League, talked on the Trade Extension Bureau bookkeep- 
ing system which members of the association are studying 
by mail. President James Muckle, of Gilroy, Secretary 
Edward Simpson, of Pacific Grove, Treasurer C. Ryan, of 
Pacific Grove, Andrew Beck, of Watsonville, Roy Barton, 
of Monterey, and Gregg Braden, of Hollister, with their 


| ‘bookkeepers, attended the meeting. 


Before the talk by Mr. Looker a business meeting was 
held Routine matters were attended to, and a discus- 
sion was held on a proposed uniform code for all the 
towns within the jurisdiction of the association. Andrew 
Beck, of Watsonville, explained the code now in existence 
in that town, and also the changes which have been pro- 
posed and are now before the city council. 

Watsonville, with 8,000 inhabitants, requires a one 
hundred dollar license fee to be paid yearly by any plumb- 


| ing firm operating in the town. Even outside firms which 


take only one contract a year for some of the larger jobs, 
must pay this fee. 

Before any master plumber may work on any job in the 
town he must get a permit from the city clerk, and must 
pay a tax of fifty cents for each fixture on the job, the 
money derived from this source is used to pay the expenses 
of the plumbing inspector’s department. 


The yearly license and fixture tax were asked for by sev- 
eral master plumbers of Watsonville who were association 
members. Voluntarily they asked the city council that 
their license fee be raised from ten dollars to one hundred 
dollars in order to assure the public that only financially 
responsible men would do the plumbing and heating in 
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CANTILEVER 


Ww 





















It’s on right the first time 
because 
Cantilever is Reversible 


That means you simply apply the 
wrench directly to the pipe (not one 
side or the other) without first figuring 
out whether you want to take-up or 
back-out. Just put ‘er on, pull either 
way, and she grips. 


There is no necessity to take CAN- 
TILEVER off the pipe to reverse 
pull the handle in the other direction 
that’s all. No fussing or cussing. 






REVERSIBLE 
CHAIN 
PIPE WRENCH 


Every Chain Proof-Tested 
Ask Your Jobber 








Cantilever Wrench Corporation 
Paterson, New Jersey 











The | 


CLIMAX 
Cellar 


Drainer 


A One-Man Tool 


for threading up to 6 inch pipe 


The illustration shows a ‘“‘BUCKEYE” die 
stock that this applies to 






Why use uncertain and costly water-proofing of cement, 
| asphalt, tar, etc., when the CLIMAX Cellar Drainer is 
so positive, dependable and inexpensive? The CLIMAX 
| is usually installed in the end; why try something else 
| in the beginning? 





The Size for 2\ to 6 inches 





Narrow, Easy-Cutting Dies for right or left-handed 
threads. 


Requires no turning back to get the tool off the pipe. 


Has no Leader Screw to quickly wear out and give 


trouble. BALTIMORE, MD. 





Pacific Coast Agents: 
in Wm. P. Horn Co. 


Rialto Building, 509 Wilcox Bidg 
San Francisco, Cal. Los Angeles Cal 


Offered in several sizes and styles for 
ranges between ' to 6 inch pipe 


if alaloo 







THE HART MANUFACTURING CO. 
2316 East 20th Street Cleveland, Ohio 








L. C. Smith Building, Seattle, Wash 














Mention Domestic ENGINEERING when writing advertisers. 
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Making Better 
Stop-and-Waste 
Valves 





is our specialty and because it is 
our specialty we claim to supply a 
better grade of Stop -and - Wastes 
than any general brass goods con- 
cern has time to produce. Make 
us prove it. 


CJriumph Brass Compan 


COLUMBUS, Compan 
Formerly 





Ohio Pump & Brass Co. 
Columbus, Ohio 
Established 1898 











The Celebrated 


PEERLESS 


KITCHEN BOILER 


(Combined Range Boiler and Gas Water Heater) 


The Celebrated ‘‘Peerless’’ 
Kitchen Boiler is the best gas 
heating boiler on the market. 


The ‘‘Peerless’’ originated the 
gas heating boiler business, 
created the trade demand and 
has served the field for 15 years 
with great distinction. It has 
been much imitated but never 
equalled. 


The Peerless is made in all 
sizes. Numbers 18 - 24 - 30 - 32 - 
40 - 42 - 52 - 66. 

YOUR SUPPLY HOUSE WILL 
SELL YOU THE “PEERLESS” 
—SEE DOMESTIC ENGI. 
NEERING CATALOG DIR 


ECTORY FOR FULL INFOR.- 
MATION OR WRITE US. 


PEERLESS RANGE BOILER 
CORPORATION 
108 So. La Salle St. | CHICAGO 
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that town They suggested the fixture tax as a mear 
of having a competent plumbing inspector appointed. 
Andrew P. Beck, who has been a master plumber i 
Watsonville for forty years, was the prime mover in thes 
projects He has been a member of the California Stat 
Master Plumbers’ Association for thirty years, and ha 
sueceeded in establishing in his town conditions whic 


many a large organization would be proud to boast of i 


a large city 


Women’s Auxiliaries 


State Executive Board of New Jersey Auxiliary to Meet 

The regular meeting of the State Executive Board of th 
Women’s Auxiliary of the New Jersey State Associatior 
of Master Plumbers will be held on Friday afternoon 
April 15th, at 3 p.m., in the Masonic Hall, 235 Main street 
Orange, N. J. This will be the last meeting before the 
state convention, and a report on the scholarship fund 
will be given, and the program for the convention will 
be discussed. 

Chattanooga Auxiliary Holds Luncheon Meetings 

The Women’s Auxiliary to the Master Plumbers’ Asso 
ciation, of Chattanooga, Tenn., has been holding its meet 
ings in a pleasant little tea-room at the noon hour. Luneh 
eon is served at these meetings, and the plan has met with 
great success funds in the treasury have been increased 
by a measuring party and a rummage sale which netted a 
good sum. At present the members are busy planning for 
the entertainment of visiting ladies at the state conven 
tion which will take place in Chattanooga in May. Ele 
tion of officers will be held April 13th. Mrs. W. D. Swaim 
is president of this auxiliary. 


Mrs. C. J. Krupp, 304 Wayne street, Sandusky, Ohio, is 
at the head of a movement for the establishment of a 


comfort station in that city. 








At the annual convention of the Indiana Society of Sanitary 
Engineers, held recently at Lafayette, Ind.—Top row, left to 
right: John Heinkel, vice-president, of Binke Specialty Co.. 
Rock Island, IlL, and C, M. O'Brien, of the same company.— 
Middle row: O. G, Jentsch and L. Lambourne, both of Wo!l- 
serine Brass Works, Grand Rapids, Mich.—Bottom row: J. 
M. Plasterer and R. H. Ritchie, both of EverHot Heater Co, 
Detroit, Mich. 
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This &° That, Hore&? There 


C. Thorman, of San Antonio, Tex., recently announced 

t plans have been completed for the construction of a 
irists’ hotel in that city. The new building will be in 
ree units of 12 stories each. The cost will be approxi- 
mately $2,000,000 and operations will begin in 60 days 








At the annual convention of the Indiana Society of Sanitary 

Engineers, held recently at Lafayette, Ind.—Top row, left to 

right: W. M. Franman and F, L. Marchesseau, both of Elk- 

hart, Ind.—Middle row: Thomas MeGrath, of South Bend, 

Ind., and F, E. Simard, of Gary, Ind.—Bottom row: Frederick 
Stauf and Phillip Stauf, both of Munete, Ind. 


Gannon & McMahon, of Wallingford, Conn., have been 
awarded the plumbing and heating contracts on the new 
Office building of M. Backes & Son Co. in that city. 

Lester Jackson, proprietor of the University Plumbing 
Co., Berkeley, Calif., has a hobby which is perhaps unique 
among members of the plumbing fraternity. He raises 
canaries, and the visitor to his store is greeted by the 
cheerful warbling of his little feathered pets. Mr. Jack- 
son was the first plumber in Oakland to display an electric 
sign over his door. 

The Edinburgh Hotel Co., of Edinburgh, Tex., is in- 
terested in the construction of a 4-story hotel building 
to cost about $200,000. 


The plumbing and heating contracts on the Johnson 
hotel at Hillsboro, Tex., have been awarded to Hill Bros., 
of Waco, on a bid of $16,000. 


\. B. Frank & Co., of San Antonio, Tex., is planning 
the construction of a new business building on Bowens 
Island in that city, to cost $759,000, 

The plumbing and heating contracts on the Film Ex- 
change building, Salt Lake City, Utah, have been awarded 
'o the Will Rees Plumbing Co., 164 Regent street, in 


that city 
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rhe plumbing and heating contracts on the Hillerest | 


Ward chapel, Salt Lake City, Utah, have been awarded | 


James Plumbing & Heating Co., 63 Postoffice place, 
in that city, on a bid of $6,000. 


\rchiteet Ralph H. Cameron, City National Bank build- | 
ing, San Antonio, Tex., is drawing plans for a high school | 


for MeAllen, Tex., to cost $200,000. 


is an outstanding 
feature of every item 
in the TRENTON 
Line of Brass Plumb- 
ing Products. 
Their extra weight 
gives them a rugged 
strength which en- 
ables them to out- 
last many fittings 
which cost 
considerably more. 





Your Jobber Has Them 


The Trenton Brass 
and Machine Co. 


Trenton $3 New Jersey 
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r= and Quicker 
Profits NOW! h 


Selling Paul Products is a business good the 
year ‘round, but particularly during the Spring 
and Summer months 


profits to Paul dealers. 


Now is the time to 
investigate the un 
usual money mak 
ing possibilities of 
Paul Products. 


Write today for the 


descript.ve | terature 


Private Water System 
Soft Water Generator 
These two units represent the highest 


development in water softening devices 
and efficient private water systems. 


oh Fort Wayne Engineering & Mfg.Co. 
FORT WAYNE, INDIANA. 











“MAIL THIS COUPON NOW / 
Fort Wayne Engineering & Manufacturing ¢ l 
1706 N. Harrison 5t Fort Wayne, Indiana 


hail Mrodaats and 
Please send me complete information on Paul Products and t 





Name 
Address 





The Paul line offers a two-way selling 
plan that means more sales and quicker 





Pumps, Water Systems, Soft Water Generators, Septic Tanks 


2 
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A Profit Maker 


for Plumbers! 


The Paracoil water heater 
is easy to install. And 
when it ss installed you can 
forget it. No follow-up 
service to eat up the first 
profits. 


A heavily constructed, 
well-built, fully guaranteed 
water heater that plumbers 
are pleased to carry and 
owners are pleased to have 
in their homes. 


Send for price list 
and catalogue 


DAVIS ENGINEERING CORP. 


90 West Street - - New York City 
Factory: Elizabeth, ws 8. 


Paracoil 


HEATER WATERS 

















“AMERICAN” Quality 
Pipe Cutter Wheels 





T K 
»\ H N 
I I 
N F 
E 
B 
L E 
A D 
D G 
Knurled Edge E E 


Only the best tool steel, scientifi- 
cally treated and tempered is used 
in these Pipe Cutter Wheels. They 
will cut through pipe quickly and 
easily, and stand the most severe 
strains. Atrial will convince 

that they are ‘‘the best made."’ 





Write for complete catalogue of 
SERVICEABLE ‘‘American”’ Tools 
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Ralph D. Evans, president of the Salt Lake City, Uta! 
Association of Sanitary and Heating Engineers, recenti; 
returned from a business trip to California. He repor' 
that prospects for the coming year are very good in that 
state. 

The McAllister & Duncan Plumbing Co., 241 East Fift! 
South, Salt Lake City, Utah, has been awarded the plum! 


| ing and heating contract on a garage building in that 
| city, on a bid of $7,000. 


A master plumber’s license was recently issued to Car! 


Winsessness, 186 I street, Salt Lake City Utah. 


A hotel addition is planned for Nacogdoches, Tex 
which will be 3 or 4 stories added to the present 2-story 
The cost of construction will be about $200.- 
secretary of the chamber 


structure 
000, according to Otto Bessler, 
of commerce. 

The city of Quincy, Mass., is contemplating extensive 
improvements to its water system to cost $600,000, which 
amount will include the immediate purchase of cast iron 
pipe and fittings as well as pumping equipment. 

A. Fitzgerald, 35 Hobart avenue, Norwich, Conn., has 
been awarded the plumbing and heating contracts on the 
proposed new buildings for the State Tuberculosis hos- 
pital at Norwich, on a bid of $11,500. 

A $90,000 apartment house will be built in Portland, 


| Ore., for T. F. Grudds, at the corner of East Twentieth 


and Davis streets. P. Chappell Browne, Mohawk build- 
ing, is the architect. Specifications call for an oil burning 
heating system, 

Joseph A. Shemanski, Portland, Ore., will present a 
fountain to that city, for the park block between Main 
street and Salmon. Carl Linde is the architect. The 
design is triangular, which is considered unusual for 
ornamental work of this kind. The fountain will have 
three bronze bubblers. 

The town of Easthampton, Mass., has provided a sum 
of $10,000 for the installation of a new heating plant 
at the Center grammar school. 

he Hotel Bridgeway, 50 Broadway, Springfield, Mass., 
has commissioned Huestis & Huestis, of that city, to 
prepare plans for a hotel addition to cost $150,000. 

Contracts are to be awarded at once for a two-story 
parochial school on Summer street, Somerville, Mass., 
for the St. Catherine of Genoa parish. Heffernan & Gray, 
75 High street, Boston, are the architects. The project 
will cost about $150.000. 

The Boston R. E. Trust, 741 Boylston street, Boston, 
Mass., has awarded the contract for remodeling the heat- 
ing system at its salesroom to the McMurrer Co., 303 
Congress street, Boston. The plumbing contract has been 
awarded the James A. Cotter Co., 334 Shawmut street. 

Fons & Co., of Milwaukee, Wis., have awarded the con- 
tract to install 12 hot water heating plants, each to cost 
$500, in new houses which it is building, to the Pflugradt 
Heating Co., of that city. 

The Hotel Northern at Marinette, Wis., is being re- 
modeled. The Marinette Plumbing & Heating Co., of 
that city, has been awarded the plumbing and heating con- 
tracts on the building. 

A. B. Donaldson, Minneapolis, Minn., has been awarded 


| the heating contract on a bid of $28,345, and M. B. Quall, 





AME 2 | CAN 


Clintonville, Wis., the plumbing contract on a bid of 


| $8,937, on the addition to the Purday Vocational schoo! 














AMERICAN PIPE TOOL C ] 
Harrison St. and Kolmar Ave. —_ Ill. 


and the Junior High school, at Marshfield, Wis. 

The Wenzel & Henoch Co., of Milwaukee, Wis., has been 
awarded the contract to install the heating system in the 
new factory to be erected by the Plastic Products Co. on 
the Port Washington road near Milwaukee. 


AERO te 

















2S ARIF ee Son ea ne reno 





April 3, 1926 


DOMESTIC 


Francis & Hartmeler, 18 North Ninth street, Fort Smith, | 


Ark., has been awarded the heating contract on the new 
hospital at the State Tuberculosis sanitarium, Boonville, 
Ark Roscoe H. Johnston, 3700 Wirsing Fort 
Smith, Ark., secured the plumbing contract on the same 
building. 

C. H. Babb Co., Bangor, Me., has the 
plumbing and heating contracts on the 50-room club house 
to be built at Lake Lucerne, Me. The firm has also been 
the plumbing and contracts the 
Nurses home being erected at the Eastern Maine General 
hospital, Bangor. 


street, 


been awarded 


awarded heating on 





of the Kansas Master Plumbers 


convention 
Association, held recently at Kansas City, Kans.—Top picture, 


At the annual 


left to right: K. Sawyer, C. E. Wilkie, W. W. Kitzmiller, J. 


T. Hines, A. W. Wright, W. T. Polley and D. EF. Arnold, all 
of Hutchinson, Kans.—Lower picture: Mr. and \Mrs. W. G. 
Burnap, W. EE. Jones, and Mrs. and Mr. C. W. Burnap, all 


of Emporta, Kans, 


Swimming - Pool News 
J 


A swimming pool is to be constructed on the campus of 
Reed College, Portland, Ore. <A brief campaign to raise 
funds for the project was put on in January among the 
and faculty members and enough money 
The pool will be 30x70 ft., and will be completed 
this Spring. 


students was 


raised. 
George T. Wofford, Johnson City, Tenn., will develop 
a country estate of ten acres, to include a swimming pool. 
The contract is about to be let for a two-story, 60x100 
ft., combined swimming pool and gymnasium building at 
Second and Wood Portland, Ore., by the South 
Portland Neighborhood House, to cost about $35,000. 


streets, 


Cas Edwards, Alpine, Tex., is about to begin the con- 
struction of a natatorium with a 30x150 ft. swimming pool. 


The Etowah County Masonic club, of Gadsden, Ala., will 
of Elliot 


construct a swimming pool in the development 


= 
Park 


The Inglewood Union High school, Inglewood, Calif., 
will construct a swimming pool to cost about $30,000. 

Donald Ross, of Southern Pines, N. C., is planning the 
construction of a swimming pool at Tate Springs, Tenn. 

Bonds are to be voted on at the coming election at 
Ames, Iowa, for the construction of a swimming pool in 


that city. 
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Fig. 327-A 





Refrigerator drain Fig. 146-A 
trap with either 

loose or hinged Cellar trap with 
strainer bell trap 


—for Service and 
Satisfaction 


There’s more than half a century of ex- 
perience behind Swett specialties. They’re 
made for hard service; and their low price 
recommends them for every installation. 


Write for your copy of the new 
SWETT Catalog showing our com 
plete line Then order from your 
jobber 


E-Z Kleen Garage Trap 
With’ Removable Mud Tray 


Designed for quick disposal of mud which collects 
in the tray at bottom of trap. Tray can be lifted by 
handle which rests against wall of trap just below 
cover, grate. 


With tray removed, bottom of trap can be easily 
flushed by spraying bottom with hose. Brass plug 
in top of elbow permits easy insertion of hose in 
case outlet becomes plugged. 





Fig. 399 


A LSwett Iron Works 


Medina. @) NewYork 
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these prospects. 


ROSPECTS for the 

sale of the Holyoke 
Kerosene Water Heater 
are all around you. 


Let us help you interest 


card will bring these helps 


A post 








HOLYOKE, 


MASS. 
U.S.A. 
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Miles oF Prospects 


















Recommend and Sell 


these high-grade, low-priced seats. They’re 
made of kiln-dried hardwood—front and back 
dowel construction; finished with a high-grade 
waterproof varnish. The most value for the 
money. Each Lion Brand seat packed in a separate 
carton. 
Order from Your Jobber 


The Olmstead-Thomson Mfg. Co. 
NEW BRITAIN, CONN. 


Lion Brand Seats 














Try a 
Penn Portable 








Thousands of Plumbers and 
Steam Fitters have discovered 
that it is not only more con- 
venient to use a PENN Portable 
Vise Post, but that it is actually 
cheaper than a make-shift. 


The PENN Portable saves from 
20 to 40 minutes time on every 
job where it is used. It can be 
set up or taken down in 30 
seconds. It is adjustable from 
5 feet 4 inches to 9 feet 6 inches 
and is absolutely rigid even 
when fully extended. 


Write for full details. 
Then order from your jobber. 











ee 


Penn Engineering Co. 


Manufacturers 
Reading Pennsylvania 


— 





Mention Domestic ENGINEERING when writing advertisers. 
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Bath a Day Movement 


There are certain tasks which ought to be accomplished by an 
One of those 
of public 


lustry acting through its various associations. 
tasks is the moulding 


It is far too great a task 


* Opinion. 
for individual members of an industry 
to secure a favorable presentation of 
their calling before a sufficient num 
ber of peoble to create anything like 


reai public opinion of a friendly na- 

ture. Such a task needs the co-operation of all parts of the 
industry in all parts of the country. Otherwise the effect will be 
purely local and solely dependent upon the personalities of locai 
n who realize the value of a friendliness in the mand of the 


f iblic. 


years at the task of building it, know that one un- 

fortunate puff of wind can destroy months of careful 
planning. The creation of favorable public opinion is 
based upon a knowledge of the fact that human beings 
tend to act in groups; that if you can create the impres- 
sion you want with a certain number of people, it will 
reach all the which those 
pe ople live. 

Any group of master plumbers who want to bring their 
work before a community in a more favorable light can 
do much along those lines by taking up an educational 
project like the Bath a Day Movement. By the time any 
one has read either “The Need of Frequent Bathing” or 
“The Story of the Bath”’ he or she is going to have a very 
different idea of the work which the plumber does in the 


Preas opinion is an elusive thing. Men, who spend 


members of the groups in 


home. That person will see beyond the pipes and the fix- 


tures installed the larger work of sanitation which the | 


plumber is carrying on. 
And that is just the impression which mugt be created 
to combat the stale plumbing joke, in all its various forms. 
People cannot and will not joke about any calling which 
they have begun to respect. 
If you have never read “The Need of Frequent Bathing”’ 
or “The Story of the Bath,” 





At the annual convention of the Indiana Society of Sanitary 
Engineers, held recently at Lafayette, Ind—Top row, left to 
right: J. H. Ford, of East Chicago, Ind.; G. D. Murphy, of 
Hammond, Ind., and M. 0. Seifert, of East Chicago.—Bottom 
row: A. J. Weinhardt, Herman C. Prox, president of Frank 
Prox Co, and W. M. O’Laughlin, all of Terre Haute, Ind. 
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A Chewing Gum and 
ae Patterson Hot 
4 +H Water Heaters 


‘ <s; ? | . 
fre ae \ , Wm. Wrigley Jr. Co. are 


eo » probably the largest manu- 
Te Ns facturers in their line, not 
{ wv ve SK, only because of their ability 

ans to select the best raw mate 
rials as well as employees who 
know how to make good gum, 
but also their ability to choose 
men who know dependable, 
efficient materials and equip 
ment. 
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' In selecting Patterson Hot 

Water Heaters for this mag 
nificent, costly building, their 
architects and engineers had 
the 45-year record of the 
‘‘Patterson”” to back their 
judgment. They were not 
gambling. 


Wrigley Building 









Furthermore, they knew that if these heaters did not 
deliver all the hot water needed, as hot as desired, that 
they could rely upon us to make good their promise 





When you specify ‘‘Patterson’’ Hot Water Heaters you 
can be sure of no ‘‘come back.”’ 


Our Catalog is yours for the asking 


THE PATTERSON-KELLEY CO. 


106 East 40th St. New York 












write us for sample copies. | 





GREASE 
TRAP 





B-Fig. 27 

















With a Water Cooled Jacket 


Its special construction positively 
prevents hot grease from passing 
through the trap to the waste 
pipe. The grease hardens as 
soon as it enters the trap and 
floats to the surface where the 
large cleanout opening permits 
it to be easily removed. Es 
pecially suitable for hotel and 
restaurant kitchen sinks. 


Write for Catalog “‘B’’ 
showing other WADE 
Traps and Specialties 
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WADE IRON SANITARY MFG. CO. 


551 West Fulton Street -- -t- Chicago, III. 
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If you should ask us 


about Service = 


we'd refer you to the record of 
“Old No. 1’’--The Decatur Pump 
System that’s been running contin- 
ually since Nov. 2, 1921, against a 
30 pound tank pressure on a 22- 
foot suction lift. And that with- 
out a cent for repairs! 


The latest model Decatur Home 
Water System is a considerable 
improvement on sturdy old No. 1. 
Sell your customers satisfaction. 
Save your profits from service 
inroads. 


Write us for full details—today! 


Decatur Pump Company 
632 E. Cerro Gordo Street, Decatur, Illinois 
Sales Connections in 


Pittsburgh, New York, Boston, Buffalo, Baltimore, 
Cleveland, Detroit and other principal cities 


DECATOR 


Home Water System 


with the 
Burks Super-Turbine Pump 


“Built to wear without repair’’ 
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Blackboard 
Gp tqeam L- 
PIG) 6. wrk | 


~s> 








yo undoubtedly have heard that , 
y old saying, ‘‘The man with a smile 
is the man worth while.’’ Don’t you think there is 
a lot of truth in those few words? Wedo! As this world 
live is made up of all sorts and kinds of in 


dividuals, no two are exactly alike, it is only natural that 
there are some that can’t appreciate a good joke, but they 





ire few and far between. The majority of us are always 
ready for a little fun and pick as our friends and do busi 
ness with those that have a well developed sense of humor 
Life is far too short to go around with a long face, and it 
is usually true that the man who looks on the optimistic: 
side of things is the one who gets ahead. People like that 
kind of a person and seek him in their business dealings 
as well as in a social way. 

It is not always so easy to mix humor with one’s bu 
and many believe that it cannot be done, but it really 
difficult Of course 
sit around and tell jokes all day and expect to finish his 
An profitable this humor 
across is by the By 
Blackboard epigrams you can do this and reach every per- 
that at first they will 
hardly more than glance 
on they will look for it every time they go by. 


as it might seem. one can't 


work extremely way to put 


advertising at same time. using 
Perhaps 
at your board, but as time goes 


Soon they 


son your store. 


passes 


will begin to notice some of the merchandise that is on 
display in your window and will step in the store to pur- 
chase something that has especially caught their eye. Your 


name will become fixed in their minds, and they will think 


of you whenever they have work to be done in your line. 


| You are the one that will profit by these epigrams and you 
| are not giving yourself a square deal unless you give them 

















most 


atrial. Here are seven for next week: 


He who hesitates before a railroad crossing isn’t lost 


+ * +. 
Clouds have silver linings, but bubbles don’t. 
* = . 


You can’t expect to shine in society if your clothes do. 
7 7 + 

no matter who throws mud at it. 
* * 7 


Truth never dodges, 


The fellow who shakes the tree does not always get the 
fruit. 
* ¢ @ 


A plowman on his legs is higher than a gentleman o1 


his knees. 


| building a parochial school, has awarded the contract f 


* * * 


Much of life’s bitterness comes from swallowing one’s 


own words. 


£ 


St. Mark’s congregation at Two Rivers, Wis., which 


the heating plant to G. H. Kallies of Manitowoc, Wis., at 
$8,600, and the plumbing contract to William Elliott of 


| Two Rivers. 
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GUISEPPE ADVISES AUGUSTINE 

‘sentlemen: Vot iss it dot makes in der Kitchen der Sink 
Fawsett go r-r-r-rumpf? Since two weeks ago last 
nsday awlready it goes always r-r-r-rumpf ven der vife 
er Kitchen der Sink der Fawsett der water turns on, undt 
ght away go me by der telephone vot iss in Heinie Snitt 
Sausage Factory undt put a nickel in der slot undt call 
ne 8278, who iss E. Z. Fixit, der plummer, undt ven some 
says “hello,” I say “Vot iss it dot makes in der Kitchen 
Sink der Fawsett go r-r-r-rumpf?” Dot feller say “Maybe 
lost a dog lately, undt he iss in der vater pipes.” I say 
don’t ask you should get fresh alreddy, undt iss dis 
Maine 8273?” He say “No, dis iss Vermont 7-11-44, undt also 
Fisch Hatchery.” Good-bye, nickel! I lend me yet a 





el from Heinie Snittzel and in plain Engglish langwidge 
for Maine 8275, undt ven a gurl says “commence” I ask 


her if der boss iss in She say “Vot I want to speak mitt 
hom, undt vot about?” I say “Der boss should tell me vot 
it dot makes in der Kitchen der Sink der Fawsett go 
r-rumpf!” She say You got der wrong number; dis is 
etti’s Macaroni Factory.” Good-bye, two nickels I tell 


t telephone gurl my two nickels are gone blooey already 

t she say “Hold der line’ undt den someone says “Dis iss 

rmation.” I say “Dot iss egsactly vot I spend already 

t nickels to find out, undt I got me so far NIX!” She say, 

sveet “Vot iss it you wish to know, please?” I say “Vot 

dot makes in der Kitchen der Sink der Fawsett go 

r-r-r-rumpf?" She say “Oh I'll svitch you to our mechanikal 

irtmentt.” Pretty soon a feller mitt a voice like der horn 

i ten ton truck says “Well!” I say Vot iss it dot makes 

er Kitchen der Sink der Fawsett go r-r-r-rumpf?"” He 

say ‘You got a nerve! Vot you tink diss is you oldt button- 
a free informations place? Vy you don't hire a plum 

mer?” I say “Awlready I spent it two nickels, undt I ain't 

got me no plummer yet, smarty, undt before I vould get 

robbed by some more nickels, by golly I walk to der Plummer 

Gentlemens, after I walk for one hour undt 

a halff, I am by der shopp of der plummer already, undt der 


, 


Fixit’s shop.’ 


is geslossen, or rather, gelocked, undt I read on a sign 

ot says “Gone to Florida—back in June.’ Gentlemens, dis 

only February, so you please write me a letters qwick 
dt tell me vot iss it dot makes in der Kitchen der Sink der 

Fawsett go r-r-r-rumpf? 

Very mutch respectfully, Augustine Schmaltz 


Signor Augustine Schmaltz, 

Care from Fred A. Schossow 
Yezzir, Signor Schmaltz. Wassamatter you? Wats these 
makes faucetti make r-r-r-umpf? You donow. I'm tell you 
pretty quick. I got h’oncle, (she’s name Joe Mafru) and she’s 
time plomber in Brunelleschi, provincia da Calabria 
She's marry woman name Tarantella Maria Josefa Rimini, 
Which got brother in Roma what's plomber too. One time 
my h’oncle (what's name Joe Mafru) she’s find faucetti in 
for Signor Mussolini what's make r-r-r-r-umpf-f-f too. 
Signor Mussolini she don't know what's matter these faucetti 
She's turn 'em on and then begins not water, only r-r-r-r- 
mpf! Signor Mussolini she’s pretty much not knowing and 
he’s say to botler, Giovanni, call 'em up these pretty good 
best dam plomber from Rome. And these Giovanni (she’s my 
father’s niece, only she’s a boy, too) she’s say Si, signor, il 
chi va piano va sano, chi va sano va lontano. Also 
imatteryou, Mussolini. Comes now my honcle (which 
name Joe Mafru) and from him begins these Mussolini wassa- 
matter these faucetti? My honcle (these Joe Mafru) she’s say 
ten at me Signor Mussolini I'm best good plomber from 


} Italia. I'm pretty good, me. I'm fix all pipes and 
thing An I know what's matter you faucetti. So he 
! es these faucetti all apart from it and pretty soon she's 


ind say Signor Mussolini, abadaba abadaba de mortuis 
bonum and Signor Mussolini she’s faint and all these 
s ti come ronning and say whassmatter cause my h’oncle 
{for name Joe Mafru) she’s tell Mussolini she’s don't know 
make faucetti make r-r-r-r-r-r-r-r-r-r-rrr-rrr-umpf. 
do I. Thatss pretty good, no? 
ISEPPE VITTORIO EMANUELE SCARABOOTSCHO. 
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Why Experiment with 
SEPTIC TANKS? 


but the plumbing contractor who bu 


lesigned or poorly-constructed pte tank has trouble 


his hands, sooner or later 
No Need to Experiment 


t k i ‘ t a 


Strongest Possible Construction 


It \ Ingot Ir F P 
end for | I ar Book \ 4 
| t it tank it 1 l fa 
| 
KAUSTINE CO., Ine. 
Manufacturers a Sa 
I} P 


BUFFALO, N.Y 








In Car 
Kaustine Mfg. ¢ 
led Dundas, One 
Kaustine 
‘ : r SUPER SEPTIC 
. —e * TANK 
. oH 
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PROBLEMS SOLVED 


Have you a difficult threading 
| problem? Give it to a Bignall 
& Keeler Pipe Threading 
Machine. They are built in 17 
| styles and sizes. 


Get our literature 


| BIGNALL & KEELER MACHINE WORKS 


of the N. O. Nelson Mfg. Co. 


STERLESS | EDWARDSVILLE, ILLINOIS 
OBEKG 
| QA © 
| ? 








\ DOCTOR can “bury his mistakes” and forget them 








PEER LESS 
SBEKG 
a A 

4 





PEERLESS 
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CLE-BA 


The Water Heater 
with the Brass Coil 








| MADE MADE 
| In | IN 
| SIZES SIZES 














Low fuel consumption—high hot water produc 
tion—that’s the CLE-BAR Water Heater. One 

coaling will last from 15 to 20 hours. Sizes 12 to 24 

inches, for use with 40 to 500 gal. capacity storage 

tanks. Good for any pressure up to 500 Ibs. Write 
| today for full details. 


CLEGHORN COMPANY 


54 Batterymarch St. Boston, Mass. 











a 





Be 


You never can tell when there’s going to be a fire. 
Are you prepared—have you a sufficient stock of 


C.S.B. Approved Sprinkler Heads 


If not, put 


Prepared! 


100% Perfect 


on hand for quick replacement jobs? 
in your order NOW. 


You furnish the pipe, tools and men. We furnish 
the Sprinkler Heads, in any quantity and for 
four different temperatures. Also other fittings, 
such as Alarm Valves, Dry Valves, Circuit Closers 
and Retarding Chambers. 


Let us quote you prices. Today! 


C. S. B. SPRINKLER CO. 


54 Batterymarch St. Boston, Mass. 
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Wash Fountain. Louis i 
Milwaukee, Wis., 
Milwauk 


Foot-Controlled 
Herman E. Heine, 
W ashfountain 

comprising a wash basin accessi!|¢ / 
above the 
for discharging wa 


1,574,700 
Schlesinger and 
signors B 
Wis. A wash fountain, 
from all sides, 
a circumferential line 


to radley Company, 


ain positioned basin aud 


of jets 


a fount 


having 








ae 


1,574,700 


into the basin, a valve controlling the flow of water from 


the fountain, a reciprocal member for condrolling the 

valve, and levers positioned beneath the basin and acces- 
sible from all sides of the fountain for moving the recip- i 
rocal member. 
. * * } 

Soldering Iron. David H. Franke and 


1,573,925. 
Nickolas G. De 
heated soldering 
material, a copper 


N. Y.—An electrically 
comprising a handle of insulating 
let in the handle and projecting 


Vries, Brooklyn, 
iron 


slee ve 








therefrom, said sleeve having its bore flared inwardly at 
g 
Ca i 
ten pf BO a 
<= —_ O77 uy 
MOO Mlihas roses a= 4 
/ ; 
; 1,573,925 “0 
. PS aw 





‘the outer portion thereof, a carbon soldering point having 
an enlarged body which is flared to be received in and fric- 
tionally engage with the flared wall of the copper sleeve, i 
and an insulated conductor passing through the rear end | 
of the handle and removably secured in the sleeve. 

- . * 
Water Heater. 
assignor, by direct 
to A. S. 


Samuel D. Nesmith, 
and mesne assign- 
Bridges, 


Electric 
Calif., 
thirty 


1,574,053 
Diego 


ments, of per cent San Diego, 











1,574,053. 
ten per cent to R R 
Guadala 


ten per cent to Roger Welles, 
two per cent to E. J. Callahan, 
per cent to J. B. Osborn, San Diego, Calif.; 


Calif.; 
Richardson, 


Mexico; five 
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The strongest hinged plate that money can 
buy. Made full weight in an attractive design 
from the best cold rolled steel and handsomely 
nickel-plated over copper. 
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Floor and Ceiling Plate 


This plate has a rigid hinge, a positive latch 
and finely tempered steel springs which main- 
tain a permanent grip on the pipe. All sizes 
from % inch to 4 inches. 





M. S. LITTLE MFG. CO., Inc. 


















Hartford, Conn. 























ESTIMATING 
RADIATION 


is a very simple matter 
when Perrigo’s “Table of 
Estimated Radiation’’ is 
used 

This table, consisting of 
two charts, one for steam 
and one for hot water 
radiation, is used and 
recommended by some of 
the best authorities in the 
trade 

The charts have been 
computed from standard 
recognized rules. They 
will enable you to know 
you are right. And they 
will save you time,”waste and worry. 

Given the amount of glass surface, ex wall and 
cubical contents, the radiation required for any size 
room can be read easily and quickly 

They are printed in two colors, on heavy celluloid, 
making four pages, size 414x67% inches, substantially 
bound together with cloth. 

Perrigo’s Table of Estimated Radiation will pay 
for itself if used only once or twice during the heating 
season. And it will outlive several such seasons 


Price, $1.00 Postpaid 





Domestic Engineering 


1900 Prairie Avenue :: Chicago, IIl. 

















You can lift 


and wash 
them off them 


HE modern fixtures for the 

modern bathroom. No visible 
screws-——no unsightly corners, crev- 
ices nor cracks. Backed up by 
extensive national advertising, and 
demanded by the housewife who 
wants beauty and economy in the 
bathroom. 


J. H. BALMER CO. 


259-267 Plane St., NEWARK, N. J. 


CHINAWYTE 
BATHROOM FIXTURES 





Mention Domestic ENGINEERING when writing advertisers. 
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AGAINST FLOODED BASEMENTS 


HEEFT EEE HEE EERE RHEE RE 


Where the Signet Drain is installed there can 
be no back water 

A perfectly reliable trap that automatically 
keeps out sewage, gas and germs 







Details Kansas City, Mo. 


* 

* 

* 

* 

* 

e * 

* Always works. & 

* Nothing to get out & 

- P of order. Brass & 

+ “Slee working parts sub- # 

7 et »*> merged t 

“ * 

+ The Signet is clean, 

* ol sanitary, simple, dur * 

* able and efficient * 
> 

m Pat. Dec. 3, 1914 ‘ 

Ly a Crampton-Farley * 

5 Write for Brass Co. . 

- * 

* * 

» * 


i a en ee ee ee ee oe ee 


““KRIEBEL”’ 
VACUUM RADIATOR 
AIR VALVE 


Lets the air out 
FREELY 
Keeps it OUT 
It’s Good, Try It! 


H. K. KRIEBEL 
253 E. Upsal St. 
Philadelphia, 
Pat. Pend. 








Pa. 








The 
GLEOCKLE 


Wrought Iron Adjustable 
RADIATOR BRACKET 











ST 

Fits any make of wall radiation and is 
invisible after erection. Made of 
| wrought iron throughout —dipped to 
| prevent rusting. 


Write for full details—Now. 





A. F. GLEOCKLE, JR. 
415 Bay St., Rochester, N. Y. 














| Patented 




















The name Jones stands for 
more than 38 years of successful 
manufacturing experience. 
We've learned how in that time. 
You'll appreciate that with the 
first Jones specialty you use. 

Engineering Catalo; 


JONES HOLLOW WARE CO. Director, Peon 23 
Baltimore : : Md, to 267. 









Fig. 418 
Stop Cock Box 









Catalog in Domestic 
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| electric water heater, 
| tical supporting members, a plurality of water tubes ex- 


Wie) ; 
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five per cent to (Mrs.) Kathryn Osborn, five per cent t 

J. H. Bulmer, San Diego, Calif.; and thirty-three per cent 
to (Mrs.) Mary E. Nesmith (wife), San Diego, Calif. An 
including separate spaced apart ver- 


tending between and through said supporting members, 
and end members positioned on the outer sides of said 
supporting members, and extending across the end of al! 
of said tubes, there being provided hollow portions be- 
tween said supporting and said end members for connect- 
ing the ends of certain of said water tubes with each other. 
* * + 

1,574,075. Water Temperature Regulator and Pressure- 
Control Valve. Joseph C. Fischer, Milwaukee, Wis. Ina 
device of the character described, a member having an 
outlet and an auxiliary discharge outlet, 


inlet, a main 


a 

















1,574,075. 


valve means normally closing said auxiliary discharge out- 
let, said inlet and main outlet communicating whereby fluid 
may flow from the inlet to the main outlet, means in said 
member and sensitive to temperature changes, and means 


| operable upon the temperature of the fluid flowing through 


said member exceeding a predetermined degree to open 
said valve means and permit the fluid to flow through said 
auxiliary outlet. 
* a * 

Swing Spout for Sink Faucets. Orvis W. 
Vallier, Watertown, N. Y., assignor to J. B. Wise, Incor- 
porated, Watertown, N. Y. In a combination with a swing 
spout, a chambered casing having a depending externally 
threaded and counterbored neck, an upwardly extending 
neck on the spout engaged with the bottom of the cham- 
ber above the counterbored part of the neck of the casing, 
a collar surrounding the upper end of the spout neck and 
threaded thereon, the counterbored part of the casing 
neck forming a shoulder, against which latter said collar 
abuts, a sleeve surrounding the spout neck and abutting 
the collar, packing engaged with the bottom end of the 
casing neck and a gland nut threaded over the casing 
neck and engaged with the packing and with the outer 


1,574,855. 


of the sleeve. 


end 





1,575,180. Pipe Joint. Albert G. Perkins, Buffalo, 
N. Y. In a flexible joint for concrete pipes, the combina- 











TIEGGIE-SIMPLEX 


ELECTRIC-WELDED STEEL BOILERS 











Fewer Seams—and Those Perfec 





J FORMERLY SIMPLEX | 


— a 


tly Joined 


IX plates make up the Heggie-Simplex Boiler — plates of 
the highest grade steel, requiring fewer seams, and seams 

: of less footage. 

Firebox low carbon steel is used, because it welds evenly, and 

insures uniform strength at all points. 


The seams are perfectly oo by the most modern method— 
electric-welding. The welding is done by pioneers who devel- 
oped this process to a point of perfection. In our shops it’s not 
how fast or howcheap per running foot of weld. We bevel the 
edges, then abutt a: a them as one. There is a vast differ- 
ence between such welding and hasty work over raw edges. 


Heggie-Simplex seams test out to 98% of the strength of the 
original plate—a remarkable achievement that expresses the 
quality standard to which all Heggie-Simplex Boilers are 
manufactured throughout. _ 


Heggie-Simplex boilers save 25% to 45% of the fuel, reduce 
ly, burn any fuel smokelessly, save 33% of 

the space, flues clean from front, simpler and less expen- 

sive toinstall. Detailed specifications and catalog on request. 


HEGGIE-SIMPLEX BOILER COMPANY, Joliet, Illinois 


Representatives in 














ELECTRIC -WELDED 


_ | HEGGIE-SIMPLEX}! 


STEEL BOILERS 

















Reading Nipples of Genuine 
Wrought lron are positively 
identified by a band of knurl- 

ing 


To 


READING IRON 
COMPANY 


Reading, Pa. 


Please send me a supply of 
Two-Bid Stickers for use in submitting 
estimates. 


Name 
Address__ 


City and State 


READING PIP 


GENUINE WROUGHT IRON 





installation of 


cost of only 






at an additional 









Dont put the : 
“Take it or leave it” q 
attitude in your estimates 3 








OBODY likes to have estimates submitted ee 
to them with a “take it or leave it”’ atti- 
tude—but that is exactly what is done when 
only one estimate is submitted. In spite of 
the fact that competition is keenest when bids 
are submitted, it is the practice of numerous 
shops to submit only one estimate. 
If you were the last contractor to talk to any prospect 


your chances for landing the job would be greatly 
increased. The use of “‘alternate bid” stickers gives you 





the opportunty to talk price and high quality of your ic 
work in your estimates. Numerous plumbers are attach- re 
ing one of these stickers to every estimate sent out. ig 
Here is a way to make money without one cent extra : 


cost—a way to get prospects to ask you to talk your 
bid after your competitors are all through. Your ‘‘alter- 
nate bid”’ sticker will keep you in line with competitors 
on ordinary steel pipe price, and your extra profits will , 
come in the installation of Reading Genuine Wrought a 
Iron Pipe. The ease in cutting and threading, the 
minimum spoilage of pipe, with the consequent saving 

of time and labor, all add to your profits. 





A supply of these ‘‘alternate bids’’ will be 
sent you on request from any branch office 
so that your estimate will not be a ‘‘take 
it or leave it’’ estimate. 


READING IRON COMPANY 
READING, PA. 


World’s Largest Manufacturers of Genuine 
Wrought Iron Pipe 








Boston New York Philadelphia 
Pittsburgh Cincinnati Chicago 
St. Louis Los Angeles San Francisco 


non ga All Reading Genuine 
Wrought Iron Pipe 
Dallas : } 


carries a spiral band 
of knuriing—aniden- 
tification visible even 
through paint or gal- 
vanizing 
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tion of a pair of concrete pipe-sections, each provided at 
its ends with coupling rings of flexible metal, each ring 

mprising a base portion embedded in the concrete pipe- 

tion and a flange projecting therefrom, and clamping 
means connecting the opposing flanges of the pipe-sections, 
said clamping means and the portion of said ring-flanges 
engaged thereby being clear of and unimbedded in the | 
pipe-structure, permitting the flanges to flex freely to | 

nupensate for misalinement of the sections, 

. * * 

1,575,094. Automatic Outfall for the Tidal Discharge 
of Sewage. Harold Edward Bright, Hamilton, New Zea- 
land. In apparatus wherein a sewage control gate is oper- | 
ated to open an outlet by means of a descending float, a 
ratchet-toothed catch lever pivotally mounted on the float, 
a catch block connected with the gate and arranged to be 

engaged by the ratchet- 
toothed catch lever whereby 
the control gate begins to open 


as soon as the float commences 
to descend, substantially as 
described and illustrated. 


g 
Ra 




















1,575,094. 1,575,236, 


1,575,236. Attachment for Flush Tanks. Bert O. Til- | 
den, Trenton, N. J., assignor to B. O. T. Mfg. Co., Tren- 
ton, N. J. A head piece for the handles of flush valve 
operating mechanisms having stems for actuating the 
valve, including an integral globular vitrified body having 
a cylindrical neck projecting outwardly from a side of 
the body, said neck having a stem-receiving socket extend- 
ing from its outer end into the body, the body being formed 
with a recess in its periphery arranged in substantially 
the plane of the adjacent side of the neck and disposed 
at right angles to the socket and being further formed 
with an opening extending from the recess into the socket, 
and an escutcheon for the head-piece including a circular 
body having a central axial opening and having a con- 
‘entric socket at one end to receive the neck of the head 
piece, the bottom wall of the socket being concave, the 
opposite end of the body being formed with a circular | 
‘avity surrounded by an annular face which latter is | 
concaved to conformably seat against the convex outer 
face of a flush tank. 





+ 






* * 


Frederick Conrad 
A sill faucet, com- 


1,575,547. Nonfreezing Sill Faucet 
and Svend Rasmussen, Bogota, N. J. 
prising means forming a discharge nozzle, a pipe connected 








With said nozzle and adapted to extend through a sill, 
means connected with said pipe for presenting a valve 
Seat, a valve member co-acting with said seat, a spring 
acting to normally hold said valve member against the 
Seat, a rod connected with said valve member extending | 





ENGINEERING 

















URN TRAAARORRMPE A 


The 
Hessler 
Adjustable 
Roof 
Flange 





Takes the trouble and grief out of 
One man can do 
No hot lead, 


flashing vent pipes. 


the job in ten minutes. 
oakum or putty needed—and no other 
tool than a hammer. 
justed to the pitch of any roof. Suit- 
able for standard or extra heavy pipe. 
Made in six sizes in galvanized or 


solid copper. 


SYRACUSE 


TT 


Instantly ad- 


If your jobber cannot supply you 
write us—we can. 


H. E. HESSLER COMPANY 
NEW YORK 





LE UNH 


adid NOW! 
































Use or Abuse — it’s all the 
same to the Detroit 50 


This Fire Pot is made to stand punishment. Reinforced 
at every point of strain. Treat it as roughly as you 
like—the Detroit 50 will treat 
with a clear intensely hot flame 


to be coaxed. 


Ask your jobber about the Detroit 50 


DETROIT TORCH AND MANUFACTURING COMPANY 
Detroit, Michigan - New York Office: 45 Warren Street 


Canadian representatice, George P. Fraser, 39 Tyndale, Toronto 
Keltman and Ten Eyck Sales Co., 326 S. San Pedro St., Los Angeles, Calif 
Oscar C. Andersen, 627 Washington Blod.. Chicago, III 

Louis Williams & Co.,Nashville, Tenn. , 







you right. Burns 
that doesn’t have 



















New style generator 
which can be removed 
for cleaning without 
dismantling the entire 
fire pot. 


DETROIT 
No. 50 
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“M_1.W.”" 


Cast Iron 





Floor Pi , 
pe Size 
Flange \%” to 3” 
No. G-550. 
H G-550 
You can’t do much better 
than to order your iron 


plumbing, heating, water and 
gas supplies from the “‘M. I. 
W.”’ Catalog Write for it 














MODERN IRON WORKS, Quincy, Illinois 





























THINK WHAT IT’S WORTH 
To you. To those you serve. 
New Joint at last makes pos- 
sible a No. 1 Sewer Job. 


You specify No. 1 plumbing fixtures. Now you can 
specify and get No. 1 joints. Self-centering. Flexible 
Won't crack when trench settles. Positively water-tight 

toot-proof. A preformed, pliable 


Sn asphaltic gasket Not a lot of 


Pill a > tools, materials, to gather and 
[es | ~ deliver. Joint pressed “home” 
with simple foot-lever device 


Write 


THE PRESSTITE 
ENGINEERING CO. 
4327 Duncan Ave., St. Louis, Me 


PRESSTITE 


a 
2 PRESSTITE - 





Ors nev rg 
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| 
| “TOLEDO” Solderless Floats 
| Tested and Guaranteed 


Toledo Floats are made from the purest, best 
copper. Spuds are tapped with a deep thread 
to fit full quarter twenty rods. Guaranteed to 
stay tight as long as the copper itself lasts. 


Manufacturers and jobbers: Our prices are 
right. Write us for quotations. 


THE REICHERT FLOAT AND MFG. CO. 
2238 Smead Ave. Toledo, Ohio 


























Making the Best 
for 50 years 
and still at it 
OTTO BERNZ CO. INC. 


NEWARK, N. J. 
Manufacturers of 
“ALWAYS RELIABLE” 
TORCHES, FURNACES, and 

PLUMBERS’ TOOLS. 


Ask for complete catalog 





Covered by Patents 
No. 79 qt. No. 80 pt. 
Gasoline- Kerosene 
Jobbers supply at factory prices 

Offices in 


New York City, Chicago, Fort Worth, Denver, Helena, Mont. 
San Francisco, Los Angeles, Seattle and St. Thomas, Ont. 























J] 





| 
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through said pipe and nozzle to a point exteriorly of t 
nozzle, a hand operated wheel slidingly mounted on t 
rod, a pair of cams connected with said wheel, and a pair 
of connected with the nozzle, said canis 
co-acting other when the wheel is rotated for 


coacting 


with 


cams 
each 


moving the rod longitudinally against the action of said 
spring for opening said valve. 
Heating Department 
1,575,449 Valve Secon L. Mozian, New York, N. 
In a valve, a casing having a seat, a valve stem axially 
movable with respect to the seat upon rotation within 
the casing, a valve plug carried by the stem, and means 


the 
movement 


of connection between plug and stem to permit of 
a limited re therebetween when thie 
plug is in engagement with the seat, said means of con- 
nection comprising an interiorly threaded axially recessed 
portion in the plug at the side from its face, a 
threadedly engaged in said recess and having lonzi- 
disposed slots, the end of the stem 
extending and with radially 
projecting shoulders engaging in said slots, a spring seat 
stem and a coiled expansion spring having its oppo- 
ends the spring seat and valve 
plug for normally projecting the plug from the end of the 
being axially adjustable on the 


lative axial 


opposite 
sleeve 
tudinal diametrically 


into said sleeve provided 


on the 


site respectively engaging 


stem, said spring seat 


stem for regulating the tension of the spring. 


valve 





























1,575,292. Air Washer. Daniel C. Tyler, Oklahoma City, 
Okla. An air washer comprising a casing having an air out- 
let in its upper portion and an air inlet in its bottom, a par- 
the casing into an upper air chamber and a 
and having openings for inter-com- 
baffles within the 
supplying water in regulated 
a tube depending from 


tition dividing 


lower water chamber 


munication between the two chambers, 


chamber, means for 


to the 


air 


quantity water chamber, 


the said partition and closed at its upper end thereby and 
extending into the water chamber to within a short dis- 
tance of the bottom thereof, and a tube in line with the 
air inlet and extending upwardly from the bottom of the 
casing Within the depending tube and terminating a ‘is- 


said partition. 
* 7 * 

1,575,448. Pipe and Nut Wrench. Dowling Clements 
Morris and John William Palmer, Chattanooga, Tenn. 
a wrench, a shank, a rider, the shank and the rider bei 
provided with cooperating jaws, a keeper secured to t 
rider and receiving the shank slidably, thereby to mount 
the rider on the shank for reciprocation longitudinally of 


tance from 
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the shank, one side portion of the keeper being provided 
wit’) an opening located entirely within said side portion 
of the keeper, and a latch hinged to the keeper and 


ad pted to fit in the opening, the free end of the latch 
being outwardly distorted 
the keeper, to facilitate 


portion of 
the latch, 


beyond said side 


the 


manipulation of 








the latch being provided upon each side of its distorted 
portion, With projections, and the inner edge of the shank 
being provided with seats wherewith the projections co 
operate to hold the rider in adjusted positions longitud 
inally of the shank. 
+ * * 

1,575,141. Pipe Tongs. Elihu C. Wilson, Los Angeles, Cal. 

A pipe tongs adapted to take work of different diameters, 


including a lever, two oppositely disposed series of pivot- | 


ally 
pivotally connected at one end to the lever and the two 
series being substantially 
symmetrical 


‘ike, and lying in substantially 
the 
actuated 


relation witu reference to 


axis of the lever, and resiliently latch mech- 


anism to latch the two series together selectively in posi- | 


like of different 


including a 


tion to encircle pipe or the 
latch mechanism latch) member on one 
segment and a lug member on the other, one of said mem- 
bers having a plurality of latch engaging shoulders spaced 
apart in a direction circumferential of the pipe, spring 
means latch members into latching 
engagement, and the lug and latch members being shaped 
so that the latch member rides up over the lug member 


said 


urging the and lug 
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interconnected pipe encircling segments, each series 





longitudinal | 


diameters, | 


as the tongs are closed around a pipe and selectively en- | 


gages with either of its shoulders. 





1,575,247. 
ee 
ing a moist heating medium, said vent comprising a mem- 
ber having a continuous passage therethrough leading to 
the 


Gideon Anderson, New York, 


Vent Valve. 
An automatic air vent for heating systems employ- | 


outside thereof, a valve in said member for opening 
ind closing said passage, a seat for said valve, means for 


| 
| 
| 


holding the valve off its seat while the air escapes, means 


controlled by the moisture of the heating medium for per- 
mitting said valve to move said first-named means to in- 
effective position and allow seating of the valve and clos- 
ing of said passage, and means operable to unseat the 
valve, when said first-named means is in ineffective posi- 
tion, to permit the heating medium to pass between the 
valve and its seat. 
* s 2 

1,575,447. Ventilating Apparatus. Charles A. Moore, | 

St. Paul, Minn. The combination with a room and a fan 
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The Reading Brass Line 





A complete line—ask your jobber. 
If he can’t supply you, write us 





Brass Ferrules — Brass Bends 
lron Body Trap Screw Ferrules 
Solder Nipples — Solder Flanges 
Brass Body Cleanouts 
Floor Flanges—Basin Tees 
Brass Screw Plugs 
Vent Nipples — Durham Nipples 
Cup and Vent Ferrules 
Hub Ferrules—Floor Drains 
Compression Stop and Waste 





Standard — Extra Heavy —N. Y. Reg. 
Yellow Metal and Red Metal 
All Regulations and Codes 








Reading Brass Works, Inc. 


Reading - . - Penna. 











Over Forty Years Making Brass Castings 








Advice 


that saves you money in 


New York 


OR real comfort, un- \ 

usual convenience and 
genuine economy--stop at 
the Martinique —no New 
York Hotel offers more to 
the conservative visitor who 
demands clean, comfortable 
accommodations at moder- 
ate prices—-rates start at 
$2.50 per day. 


Take our advice. Inves- 
tigate! We'll welcome you 
and do our best to prove 


it f 
it! A. E. Singleton 


Resident anager 


HOTEL MARTINIQUE 


Affiliated with Hotel McAlpin 
Broadway—32nd to 33rd Streets 
NEW YORK CITY 
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When you need 


Soldering Flux, 


Try Yager’s. 
% Ib., 1 Ib. and 5 Ib. 


Your dealer will supply you or 
write us and ask for Free samples 





ALEX R.BENSONCO.,INC., HUDSON, N.Y. 


For list of distributors see 1924 McRae Blue Book 
Sales Agency fer Canada: Canadian General Electric Co. Lid., Tereonte & Montreal 











The 


LUKOMSKI 


Adjustable Bath Trap 


Made specially for built-in bathtub 
installations Outlet swings in any 
direction, eliminating exact lineup of 
outlet and stack connections n 
stalled in half the time 


Write for details 


LUKOMSKI BROS. CO. 





2468 E. Grand Blvd., 
Detroit, Mich. 
Richard Dode, Representative 
2565 Grand Concourse 
New York City 








WILHELMI and MODERN 
Copper Range Boilers 


IMPROVED 
; é MODERN 
Unexcelled in design, mate- BOILER 

caret 


rial and workmanship. 
Interior thoroughly tinned. 
No iron used in construc- 
tion. 
Guaranteed against col- 
lapse. 
Always er. You 
can safely install them on 
your best jobs. 


Order from your Jebber. Made by 


Hayes Manufacturing Co. 


Paterson. N. J. 


PREFERRED-~- 


WINTER SPORTS in winter and all seasons 
and ATTRACTIONS —by those who know and want the 


best ... either upon the American or 
European plan...and sensible rates 


Horseback Riding withal. 
a For the Breakers Guests— 
on the Boardwalk Sea Water Baths Golf Privileges 
Ocean Piers Afternoon Teas 
Swimming Pools Orchestra Dancing 
Garage on Premises 

JOEL HILLMAN . J 

President A \ 
ing , 
‘a 2281442 ala leuko 





NWS SEI NP UANIAN AL SSR 





ON THE OCEAN FRONT 


° Bro ak Or S 


ATLANTIC CITY, N. J. 


200.0000 Aprence Diprecee 
TOR Ts i 
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therein having radial blades, each uniformly pitched from 
end to end thereof, of an air ingress conduit opening ad ja- 
cent to one side of said fan and embracing a portion only 
of the area thereof, and an air egress conduit opening 





adjacent to the other side of said fan and embracing z 

portion of the area thereof offset from that portion of 

the area of the opposite side of the fan embraced by the 

opening of said ingress conduit. 

Statement of Ownership and Management of “Domestic 
Engineering” for April 1, 1926. 





The following is a statement of ownership, management, 
etce., as required by Act of Congress of August 24, 1912, of 
“Domestic Engineering,” published weekly at Chicago, Illi- 
nois, for April 1, 1926: 

State of Illinois, County of Cook, ss.: Before me, a Notary 


Public in and for the state and county aforesaid, personally 
appeared F. P. Keeney, who, having been duly sworn accord- 
ing to law, deposes and says that he is the editor of ‘“‘Domestic 
iingineering,” and that the following is, to the best of his 
knowledge and belief, a true statement of the ownership and 
management of the aforesaid publication, for the date shown 
in the above caption, required by the Act of August 24, 1912, 
nbodied in Section 448, Postal Laws and Regulations, to-wit: 
I That the names and addresses of the publisher, editor, 


managing editor, and business manager are: 
Publisher, Domestic Engineering Co., Chicago, Illinois. 
Editor, F. P. Keeney, Chicago, Illinois. 
Managing Editor, R. V. Sawhill, Chicago, Illinois. 


Business Manager, D. J. Hansen, Chicago, Illinois. 
2 That the owners are: (If the publication is owned by 
an individual his name and address, or if owned by more 


than one individual the name and address of each, should be 
given below; if the publication is owned by a corporation 
the name of the corporation and the names and addresses 
of the stockholders owning or holding one per cent or more 
of the total amount of stock should be given.) 

Domestic Engineering Co. Stockholders: F. P. Keeney, Chi- 
seago; O. T. Carson, Chicago; E. D. Winslow, New York City, 
N. Y.; R. Herlov, Chicago; C. L. Davis, Chicago; E. G. Hutchi- 
son, Chicago; R. Payne Wettstein, Pittsburgh, Pa.; W. J. 
Osborn, Hartford, Conn.; F. S. King, Chicago; D. J. Hansen, 
Chicago. 

That the known bondholders, mortgagees and other 
security holders owning or holding 1 per cent or more of total 
amount of bonds, mortgages or other securities are: None. 

{ That the two paragraphs next above, giving the names 
of the owners, stockholders and security holders, if any, con- 
tain not only the list of stockholders and security holders as 
they appear upon the books of the company, but also, in cases 
where the stockholder or security holder appears upon the 
books of the company as trustee or in any other fiduciary 
relation, the name of the person or corporation for whom 





such trustee is acting, is given; also that the said two 
|} paragraphs contain statements embracing affiant’s full knowl- 
|} edge and belief as to the circumstances and conditions under 
| which stockholders and security holders who do not appear 
upon the books of the company as trustees, hold stock and 
securities in a capacity other than that of a bona fide owner; 
| and thi affiant has no reason to believe that any other 
person, association, or corporation has any interest direct or 
indirect in the said stock, bonds, or other securities than 


as so stated by him. F. P. Keeney, 
Editor. 
| Sworn to and subscribed before me this 23rd day of March, 
| 1926. Jay A. Foxworthy, 
[My commission expires June 25, 1929.] Notary Public. 


(SEAL) 
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Classified Advertisements 


8 cents for each word including heading and address. Count seven words for keyed address. 
One inch $4.00. Cash must accompany order. 


insertion. 


Minimum $2.00 for each 


Copy should reach us eight days in advance. 





Situations Open 


WANTED—FOR ILLINOIS AND INDI- 

ana territories, a salesman who can 
_ nduce. Must be able to sell heating 

well as plumbing supplies. No order 
fake ‘rs wanted. Will pay the right 
salary for a salesman. Give full parti- 
culars first letter. Address Key 574, 
“Domestic Engineering,” 1900 Prairie 
Ave., Chicago. 


Wanted 


Salesman having an established 
clientele of Plumbing & Heating 
contractors. One who is looking 
for an opportunity to enlarge 
his income and field of activity 
with an article of exceptional 
merit. Can worked part 
time at first but will outgrow 
your present connection in less 
than one year. Address Key 
550 ‘“‘Domestic Engineering,”’ 
1900 Prairie Ave., Chicago. 


WANTED 


Manufacturers representatives 
who are now calling on the 
heating trade, architects and 
engineers. Washington, Balti- 
more, Dover, Philadelphia, Prov- 
idence, Manchester, Portland, 
Buffalo, Pittsburgh, Cleveland, 
Toledo, Cincinnati, Indian- 
apolis, and St. Louis. To sell a 
high class magazine feed boiler, 
that reduces the expense of 
heating by burning the smaller 
sizes of coal and coke, besides 
offering unmatched operating 
convenience. Straight commis- 
sion basis, with incomes only 
limited by efforts spent. Can 
be worked part time at first but 
will shortly outgrow your pres- 
ent connection. Outline fully 
experience, etc., furnishing sev- 
eral references in making reply. 


Address Key 565—Domestic Engineer- 
ing, 1900 Prairie Ave., Chicago, III. 





WANTED—SANITARY POTTERY 

manufacturer is desirous of obtain- 
ing experienced manufacturers’ agents 
having an established trade and main- 
taining offices in Louisville, Ky.; Mem- 
phis, Tenn.; Atlanta, Ga.; Jac Ksonville, 
Fla.; Miami, Fla.; Charleston, Ss <u Bt. 
Louis, Mo; Kansas City, Mo.; Denver, 
Colo.; New Orleans, La.; Dallas, Tés.; 
Boston, Mass. None but those able to 
give aggressive representation need 
apply. Give references with application. 
Address Key 571, “Domestic Engineer- 
ing,"’ 1900 Prairie Ave., Chicago. 


WANTED—MAN OF EXPERIENCE IN 

estimating and selling heating in 
Chicago district. Good position with 
old established contractor. Must be a 
high grade man. Reply strictly con- 
fidential. Address Key 578, “Domestic 
Engineering,” 1900 Prairie Ave., Chi- 
cago. 


Lines Wanted 


MANUFACTURERS’ REPRE- 

sentative with offices in Chicago is in 
position to take on one line of plumb- 
ing material. Can devote the entire 
time of one man to the line. While 
we do missionary work among contrac- 
tors to help our business with jobbers 
we will not consider a line that is not 
reasonably well advertised. Address 
Key 560, “Domestic Engineering,” 1900 
Prairie Ave., Chicago. 


For Sale 
FOR SALE—PLUMBING AND HEAT- 

ing business. Owner giving time to 
contracting. Illinois town of 2,500; 
100 miles from Chicago. Plenty of 
business. Railroad terminal. Address 
Key 577, “Domestic Engineering,” 1900 
Prairie Ave., Chicago. 


FOR SALE— PLUMBING, HEATING 

and sheet metal business. Eastern 
Penna. Fully equipped. Stock at in- 
ventory, $7,000. Will sacrifice on ac- 
count of ill health. Address Key 679, 
“Domestic Engineering,” 1900 Prairie 
Ave., Chicago. 


Miscellaneous 
PLUMBERS’ BIN LABELS 


@ 1; 
RED. ELLS 


Send for samples and prices and free booklet: 
“How to Simplify the Work in the Plumbing Shop.” 
Haddon Bin Label Co., Haddon Heights, N. J. 

















WIPING 
CLOTHS 


Formed— Flexible — Finished 


Made in five sizes for all standard joints. From 
your jobber or post ae to address in the 
next mail or ont c. 0 wr card for ful! 
particulars. 16th, 1924 


GEO. E. ‘WILLIAMS 


ole Manafacturer 


3 E. 26th ST. MINNEAPOLIS, MINN. 
Ticking and Moleskin 





ESTIMATE AND CONTRACT BLANKS 
time cards and job tickets, illustrated 
Stationery, etc. Prompt delivery. Send 
for samples and price s “a7 Ger 
mantown Duplicatir “ 5839 Ger 
mantown Ave., Philads Iphi a, Pa 





Use This Page 
To Get 
What You Want 


If you are looking for com- 
petent employes; or if you con- 


template a change in _ position, 
have a patent for sale; wish to 
purchase or sell a plumbing and 
heating business; second-hand 
machinery or tools; form a _ co- 
partnership, etc., your adver- 
tisement on this page will put 
you in touch with the people 
you desire to reach. 

The cost of insertion is only 
word and may 


eight cents a 


mean many dollars to you. 











SUBSCRIPTION RATES 
United States, Cuba 


Canada and Mexico 





1 year (52 issues).... 


-on receipt of bill. 
WN aoa vaeeeic vee 
$2.00 Occupation ........ 
reveals §.00 Street No.......... 
rere 


Subscription Blank 


Domestic Engineering Co., 
1900 Prairie Avenue, Chicago. 

I should like to read DOMESTIC ENGINEERING each week. Enter my subscription for..............- years, 

for which I agree to pay $............0000+ 
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When other metals crack 
or rust away, 
Lead endures forever 


O other metal has the tough endurance, the weather resist- 

ance and elastic adjustability of lead. No other metal has 

this combination of qualities so essential for pipe, plumbing 

fittings, paint and any number of products necessary to modern 

life. The demand for lead products increases from year to year. 

Substitute metals rise to take its place, but the demand for lead is 
like the metal itselfi—in endures forever. 


The day is gone when buildings are put up to last a few years. 
Builders of today and the future insist upon pipe and fittings that 
will outlive buildings —that will adjust themselves to slight 
movements or shocks —that will resist the elements. They demand 
lead products. 


Here is a typical instance of the refusal of careful plumbers to 
accept substitutes for lead. The Ohio unit of the United Associ- 
ation of Journeyman Plumbers at their 20th Annual Convention 
passed the following resolution: 


“Resolved that the Convention make special efforts to eliminate 
this evii {use of substitute material in place of lead under bathroom 
floors } by proper legislation, and the Association be instructed 
to create interest among local unions that lead be installed.” 


Your reputation is safe if you build it upon Lead. 


The EAGLE-PICHER LEAD COMPANY .: Chicago - Joplin - Cincinnati 


EAGLE 


Lead Pipe + Fittings + Solder 








Producers of lead and allied products . Eleven Plants .» Branches in all principal cities 





Mention Domestic ENGINEERING when writing advertisers. 
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